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INTRODUCTORY. 



The literature on sewerage and allied subjects is quite exten- 
sive. Even in America numerous publications have appeared, 
covering more or less thoroughly certain special systems or ques- 
tions which have arisen from time to time. Much of our litera- 
ture is in the form of reports or is contained in periodicals and in 
the proceedings of societies ; but bo general and comprehensive 
treatise on sewerage has yet appeared in this country. The pub- 
lishers of the present volume have therefore done a good service 
in preparing for American readers a translation of Prof. Bau- 
MEifSTER^s recent work. 

The author, whose name is already familiar to a number of 
American engineers, is well versed in the subject, though not a 
practising engineer. His object has been to present in a compact 
form the elementary principles which govern all the essential 
parts of a design, and to confine himself to the usual practical 
questions, rather than to dilate on the more intricate problems 
which occasionally arise. His impartiality, characteristic 
thoroughness, and judicial temper have fitted him to present the 
subject-matter, concerning which all controversy has not yet 
ceased, in a more balanced and scientific form than I have seen 
in any other book. We can therefore credit this work with the 
additional merit of tending to restrain any reader from plunging 
headlong into theories and practices which, both in Europe and 
America, are occasionally advocated by parties who fail to see all 
sides of the subject, or who are biased in the direction of their 
personal interests. 

In using this book for practical purposes, the American reader 
should realize that it was written primarily for German engineers, 
and for conditions prevalent in the German Empire. Although 
the collection, treatment, and disposal of sewage must accomplish 
the same object in every civilized community, we must remember 
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the fact that social customs, domestic appliances, climate, and 
rainfall are in some respects different from what they are in our 
own country, which will modify some features of the works. The 
data and recommendations which are suitable for Germany should 
therefore not necessarily be accepted and applied here without 
. intelligent examination and scrutiny. I shall endeavor to point 
out below some cases where American conditions require a differ- 
ent practice. 

The first part of Prof. Baumeister^s book — here omitted— 
concerns plans for the extension of cities, for pavements, and street 
railways. This omission is justified by the existence of publica- 
tions OD these subjects which are well adapted to American wants. 
The second part — forming the present volume — concerns the de- 
sign and construction of sewerage works, the purification of 
sewage, street cleaning, and refuse removal. 

After stating the general principles governing grades, depths 
outlets, and alignments, the author, in Chapters 2 and 3, enters 
upon the question of the quantities of sewage and rain-water to be 
provided for. It is asserted that the German practice in design- 
ing water- works is to allow 40 galls, per head per day. In America 
the water consumption is much greater and also varies in different 
cities, reaching in some instances more than three times the 
above amount. 

The character of the sewage, its chemical composition and dilu- 
tion will vary correspondingly. Likewise, the data concerniug 
rainfalls and the amount reaching sewers are not entirely suitable 
for American conditions. We have heavier downpours and they 
are more frequent than in Europe. The author, moreover, credits 
us very truly with being '* less willing to put up with the incon- 
venience of overflowed streets and cellars." 

When we apply the deductions of Prof. Baumeistbr to works 
in America, we must therefore modify his figures and conclusions 
accordingly. 

The methods, however, according to which these data are to 
be weighed and applied are well presented, and their description 
thus furnishes information which is of course equally applicable 
to our own conditions. 

The chapter on the shape of sewers describes more completely 
than I believe is found in any single publication the characteris- 
tic forms for various conditions occurring in practice. The 
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chapter pertaining to the methods for the calculation of sizes 
embodies the latest and best formulas and convenient diagrams 
to facilitate the necessary computations. 

The details of construction^ such as manholes^ lampholes^ 
junctions, overflows, siphons, and outlets, are quite fully treated 
and well illustrated, with a view to showing the proper variation 
in the designs for different conditions. These details are appli- 
cable and many will be equally serviceable in American practice. 
The remarks on relief outlets or stormwater overflows are par- 
ticularly useful. 

The chapter on catch-basins and street-water inlets describes 
some devices which are not suitable for general use in this 
country. The great care given to the cleaning of sewers in 
Europe frequently permits the use of the more simple and direct 
inlets without either catch-basin or trap. In America such 
would, as a rule, be objectionable, though occasionally their use 
might be satisfactory. 

Flushing and ventilation are subjects which as yet have re- 
ceived insufficient attention in America, particularly in those of 
our cities having combined systems of sewerage ; the many sug- 
gestions of Prof. Baumeister will therefore be of special value. 
Regarding the automatic flushing appliances, the American reader 
will observe several curious statements, some slight confusion of 
names, and the omission of some of our best appliances. 

The advantages and applicability of the separate system of 
sewerage are stated in a manner which plainly indicates the 
author's broad and impartial views. 

The chapter on cost is, again, one which cannot be applied to 
American conditions without caution and without a knowledge of 
the difference in prices and methods of working. It will be 
noticed that in many instances the cost is not far from our own, 
Bouietimes exceeding what we think is an average price in this 
country. Any one who observes the practical operations of build- 
ing in both countries will, I think, find the explanation in the 
circumstance that, while the average American mechanic and la- 
borer are paid higher wages, their work is generally done with 
greater energy, and they are assisted by a greater number of labor- 
saving appliances. 

The second part of the work before us pertains to the purifi- 
cation of sewage. At the present day there is published prob- 
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ably nowhere else^ within the same short space here devoted to it^ 
a more complete and rational account of this subject. The con- 
clusions, as far as they are given, may generally be followed un- 
der ordinary conditions prevailing in this country. The questions 
of pollution and self -purification of rivers receive due considera- 
tion. 

The chapters on chemical precipitation contain a good deal 
of matter with which American readers have not as yet been made 
familiar, particularly in regard to the smaller plants as used in 
Germany. The annual cost of precipitation ranges from 11 to 
24 cts. per capita, but it is not safe to estimate on these 
figures in this country. 

The purification of sewage by aeration, filtration, and irriga- 
tion are each given a careful consideration. The information 
pertains more to results and cost than to methods and details of 
design ; but there are a number of suggestions regarding the lat- 
ter which will be found valuable. 

The volume closes with a part devoted to the questions of gen- 
eral municipal sanitation, street cleaning, garbage and excrement 
removal, and disinfection. While we might consider some of the 
contrivances mentioned as unsuitable here, the general recom- 
mendations are sound, and if faithfully followed would much im- 
prove the condition of our cities. 

Rudolph Hering. 
Marchy 1891. 
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PART I -SEWERAGE. 



CHAPTEE I. 
General Peinoiplbs. 

On account of the great diversity in local surroundings, it is 
impossible to give fixed rules to be followed in designing sewers, 
but only a statement of the general principles underlying all such 
work. These principles and the details of construction are essen- 
tially independent of the character of the sewage and the system 
of sewerage designed to remove it. We may take as a type the 
complete water-carriage or combined plan. 

1. Grade of Sewers, — It is usual to assume, as a result of Eng- 
lish investigation, that a velocity of the water of from 2 to 2.6 ft. 
per second is sufficient to carry off all solid matter which may 
enter the sewers. In smaller lines, where the current is often 
checked, from 3.3 to 3.9 ft. per second may be necessary. Since 
the velocity varies with the depth of water, the question arises as 
to what quantity of water is to be specified in determining the 
minimum velocity — a question which is rarely clearly stated or 
answered. Of course the maximum amount of water (rain and 
carrying) must be able to pass at that rate, also the maximum 
flow of carrying water per hour in dry weather and, if possible, 
the average hourly flow, should have this velocity in order that 
the solids may be kept in suspension. By carrying water is 
meant that part of the water supply which reaches the sewerage 
system after employment for various domestic purposes. It is easier, 
as a rule, to prevent a deposit in sewers by maintaining a reason- 
able velocity than to flush out such matter after it has settled. 
Practical experiments show that sewers of the usual sections will 
remain clean with the following minimum grades : 

Separate house connections, 2 per cent. ; extreme cases, 1 per 
cent. See note, page 279. 
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Small street sewers, 1 per cent. ; extreme cases, 0. 7 per cent. 

Main sewers, 0.7 percent.; extreme cases, 0.5 per cent. 

The extreme cases are for sewers carrying only rain or quite 
pure water. 

The following empirical formula will give the minimum grade 
for a sewer of a clear diameter equal to d inches, and either cir- 
cular or oval in section. 

Minimum grade, in per cent. = -r-n^ — rr* 

In Wiesbaden, the least grade was calculated on theassumpciou 
that with 0.8 ins. depth of water, the velocity would be 1.83 ft. 
per second. Knaupp advocates a velocity of 2.3 ft. per second 
in house connections running with a depth of water equal to one- 
fourth their diameter. This would correspond to a velocity of 
3.28 ft. when the pipes are full. 

Where it is impossible from local or financial causes to main- 
tain clean sewers by giving them a proper grade, flushing or 
mechanical cleaning becomes necessary. But flushing tanks are 
desirable and usual in systems with grades above the minimum, 
since their use renders the removal of deposits fairly certain. 
Experience shows that sewers cleaned in this way always have 
better air than others, even when the latter are self-cleansing. As 
the lowest limit of grades which can be flushed, 0.1 to 0.2 per cent, 
may be assumed for sewers which are sometimes dry, while 0.03 
per cent, is allowable for the trunk sewers in cities like London, 
Hamburg, Mannheim, Dusseldorf, and Brussels. Exceptions to 
these rules can always be made in places on the sea-coast or tidal 
rivers, such as Westham and Hamburg, where the flow is main- 
tained by gates opened and closed at the proper stages of the tide 
or by other means. 

Although the slope should preferably be steep, in order to 
economize in material and cost, yet there are maximum limits 
beyond which the velocities generated would cause the water to 
wear away the sewers or would carry off the water so quickly that 
the solid matter would partly remain. The water should not flow 
away too fast, as the early formation of a tolerably constant cur- 
rent in the entire system would thus be prevented. The sewera 
should be dry as rarely as possible. On this account it is not 
usual to exceed a velocity of 5.9 ft. in England ; the street sewers 
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of Berlin have a maximum grade of 2.0 per cent., in Lubeck of 4 
per cent. In steep streets in Stuttgart and Mainz grades of 8 per 
cent, still occur, and in necessary cases almost perpendicular 
descents of a few feet are made. The maximum grade of house 
connections is fixed at 5 per cent, in many places, but it would 
seem better to specify a uniform grade in the pipes and thus avoid 
the use of knees, as these drains run dry under all circumstances. 

Since any checking of the current causes a deposit of the sus- 
pended solids, it is desirable to maintain the same velocity 
throughout the entire sewerage system, especially with low water 
in the pipes. Hence the grades in sewers of the same class should 
be everywhere equal. For the same purpose, lines which carry 
but little water should receive more of a slope than the others of 
similar sections. The grades of the entire net-work should be de- 
termined in this way, provided the points mentioned in the next 
section do not modify the plan. 

2. Sewer Depth below Street Surface. — Economical con- 
struction calls for sewers as near the surface of the streets as pos- 
sible. The least depth is determined by the position of the house 
connections and by the frost line, which is never less than 4 ft. be- 
low the surface. Moreover, it is desirable to have the sewers so 
low that the bottom of the cellars can be drained and the water 
in the soil carried off. For this purpose, from 10 to 13 ft. can 
be assumed as a minimum depth, while 7 to 10 are sufficient 
when cellar drainage is neglected. The usual depth of sewers in 
Frankfurt varies from 13 to 20 ft. ; the average is 17 ft. In city 
extensions, it is often necessary to decide between raising a street 
level or lowering a sewer, and a further complication occurs when 
it is necessary to form connections with a flushing reservoir at a 
fixed elevation. 

When the street grade is often changed, a fixed position of the 
sewer, relatively to the road bed, cannot be maintained ; some- 
times a depth of over 30 ft. occurs and tunneling is necessary in 
construction. In very steep streets, the sewers are laid like a 
flight of steps, with a shaft at every step, down which the sewage 
falls. The large trunk sewers are constructed with little refer- 
ence to the lay of the land, since they receive tributary lines at 
but few points. At Paris and Hamburg large tunnels have been 
driven for these sewers, but it is sometimes possible to avoid the 
cost of such works by using siphons on a large scale. 
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3. Outlets. — The ocean^ lakes^ rivers, canals and moats have 
all been used as receivers of sewage. It is often very important 
to determine if the sewers can lawfully discharge their contents in 
the intended manner ; it sometimes happens that only storm sewers 
or the drains from good chemical, irrigation or filtration plants are 
allowed to empty into rivers or canals. Small brooks, industrial 
canals and similar streams often receive sewage and become drains 
of the worst character. In order to clean and adapt them 
for carrying such matter, they should be turned into trunk sewers, 
provided their position allows of this and their occasional open 
stretches are few and short, as in Karlsruhe, Vienna, Worms and 
Essen. When this is not possible, it is the duty of the authori- 
ties to block up all the places at which the offensive matter 
enters and parallel the canal or brook with a trunk sewer to receive 
the sewage, as has been extensively done in Brussels, Stuttgart, 
Wiesbaden, Basle and Vienna, The same measures apply to ditches 
and navigable basins that are used in many towns as dumping- 
places for all kinds of refuse. Sometimes a canal can be closed at 
both ends of the part used for traffic and the sewage carried 
under or around it by a special sewer, as is done in Hamburg. 
Where, however, canals must be used for traffic and as receptacles 
for sewage, adequate means for diluting the latter must be pro- 
vided. In Amsterdam there are facilities for adding to the canals 
each day an amount equal to their own volume of water, and at 
the Hague an amount equal to half the contents can be supplied. 
In general, the outlets of a sewerage system should be placed 
so high that the effluent can escape at all stages of the water into 

which it flows. This does 
not exclude a quick fall 
in the outlet sewers, for 
the purpose of keeping 
the mouths of the drains 
generally or always un- 
der water and out of 
sight. The last sections thus remain continually full of water, 
which does not, however, interfere with their working. The out- 
let in Munich is arranged as shown in Fig. 1. The main sewer 
empties above the low water level, but a smaller iron pipe leads 
down to a point always submerged. In this way, the foul parts 
of the sewage are always discharged below the surface of the 




Fig. 1— Outlet at Munich. 
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river, while the rain water, which is of large volume, is some- 
times seen during low water to flow from the mouth of the trunk 
sewer. Rivers which carry much sediment and have shifting beds 
must be carefully examined before locating the outlets, or the lat- 
ter may become stopped with sand. 

Where the sewage is discharged below the high water level and 
the sewer grades are very flat, the outlets must be closed pai-t ol 
the time. In Dresden-Altstadt there are 15, in Crefeld 16, in Co- 
logne (proposed plan) 20 days in the year when more or less set- 
ting back of the sewage occurs in the sewers, as is the case at 
every flood tide in Hamburg, Bremerhafen, Emden and also many 
English towns on the coast. In such cases, the water from the re- 
ceiving basins, rivers or sea either enters the sewers, or the out- 
, lets are closed and the sewage retained in the system, which thus 
becomes a sort of a reservoir and must be designed accordingly. At 
Hamburg, the sewage is discharged into canals while the outlets 
are closed, and at Emden large reservoirs, containing 8 days^ ef- 
fluent, have been formed by earth dams. See note, page 279. 

Where high water lasts during the greater part of the time, or 
where the sewage must be raised for irrigating or other purposes, 
recourse must be had to pumps. When these are not continually 
in use, they are an expensive investment and it is wise, in making 
the first designs, to see if the most economical expenditure of 
the capital at hand would not be attained by a general raising of 
the streets and sewers. The economical working of the pumps 
can be sometimes increased by building receiving basins to hold 
the large quantities of water that occasionally are discharged. In 
London, masonry reservoirs with flushing appliances are used for 
this purpose, while in Mannheim large ditches are employed. 

4. Relief Outlets, — In many cities there are opportunities foj 
building relief outlets, openings in the sewers at a certain height 
through which the sewage can escape when rain has increased the 
depth of the contents so that their level is above the bottom of 
these outlets. The section (wetted perimeter) of the sewers 
below these outlets need not be so great as would be the case 
without them, and every outlet diminishes the expense of 
construction. When the rain water begins to enter the system at 
a number of points, the carrying water will be diluted and dis- 
charged more rapidly. Since the reliefs first act when it has 
rained for some time and the street refuse has been swept away. 
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the discharge from these side outlets is fairly pure water, which 
may be allowed to run off in small pipes. The height of the out- 
lets is determined by the degree of dilution which the sewage 
shall have before being discharged. The effluent from these 
openings may be carried off through old sewers or in any suitable 
manner. It is generally better to distribute a considerable num- 
ber of them over the whole sewerage system rather than concen- 
trate a few in a limited district, since the action of the sewers is 
more uniform, and the river, or other receptacle of the overflow, 
does not receive a large mass of water at a single point. There- 
fore the old sewers and brooks should be utilized whenever possible, 
and the construction of new drains to the more remote districts 
never be omitted when they may be of advantage. 

5. Systems of Sewers, — Five different methods of dividing a 
town into collecting districts and laying out the main sewers can 
be recognized. 

{a) Perpendicular System, — Where a city is divided by a water- 
course of some kind, or is bounded on one side by such a body, it 
is usual to divide the area into a number of districts with entirely 
distinct systems. Each district has its trunk sewer and branches, 
and is approximately at right angles to the body into which its 
sewage flows. Halle, Salzburg, Vienna, Ulm, Rostock, Bern, 
and Szegedin are arranged in this way. The advantages are due to 
the short length and small section of the sewers. The disadvan- 
tages are a possible overflow in the lower parts of the city due to 
heavy discharges, in rainy seasons in the upper districts, and the 
pollution of the river, or other body, within the city limits. These 
evils are avoided in the 

(b) Intercepting System-, — Intercepting sewers are run along 
the banks of the river and receive the sewage of the several dis- 
tricts, discharging it below the city or on suitable filtration beds. 
This plan is sometimes adopted after the disadvantages of a have 
been felt, as at Brighton, Dresden, Kassel, and Strassburg. The 
first system may be so designed that it can be easily changed into 
this when necessary, and the small deposits that may occur in the 
river at first can be removed by dredging. An intercepting sewer 
is usually expensive on account of its large size ; moreover, it is 
so low that relief outlets are sometimes impossible. On the other 
hand, when pumps are necessary, this system enables them to be 
concentrated at a single station. In Pest, where the first system 
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with 6 separate steam pumping stations was formerly used, this 
plan was adopted, and the pumps all concentrated in a single 
station, operated by water power. 

{c) Fan System, — In this plan, from a single main outlet a 
number of radiating trunk sewers lead off in different directions 
and thus, through their branches, drain the whole city. One of 
the districts, that comprising the center of the city, is usually 
much larger than the others. Karlsruhe, Wiesbaden, Emden, 
Breslau, Dortmund, Bremen, and Brussels offer examples of this 
plan. 

(d) Zone System, — In this construction, the district to be 
drained is divided by contour planes ; the zones usually have 
separate receiving sewers and are connected for flushing purposes 
only. The advantages are due to the diminished difficulties at 
the outlets (in pumping, closing gates, etc.), the lack of large 
quantities of water in the lower parts of the city, and the small 
section that may be given the receiving sewers if a modification 
of the intercepting system is used. It is also advantageous at 
times to have a number of filtration beds, and this plan enables 
them to be easily located at different heights. The fan system is 
usually employed in the different zones, although the intercepting 
system often offers some advantages. Frankfurt, Mainz, Dussel- 
dorf , Stuttgart, Heidelberg, Paris, Munich, and London are types. 

{e) Radial System, — In this system, the city is divided into a 
number of sectors and each of these drained from the center 
outward. A number of filtration beds with the necessary pumps 
are often located around the city. The great advantage of the plan 
lies in, the fact that the small sewers are in the center of the city 
and the sections grow in size as the distance from this center is 
increased. In this way, the lines already laid are fairly certain 
to remain the proper size for some time. In the intercepting and 
fan systems, the trunk sewers are designed for an assumed popu- 
lation which may be exceeded and new and expensive lines made 
necessary; moreover, the growth of the city is continually adding 
to the number of small sewers on the outskirts, and the sewage 
thus added must be provided for by the old lines, which were de- 
signed without reference to any possible annexed territory in the 
future. The greater the city, the more advantageous does this 
radial plan become. Berlin is an excellent type. 

Of course, there are many combinations of these systems that 



N. 



8 BRANCHES. 

can be made ; the sewer nets of Hamburg, Liverpool and Cologne 
offer interesting examples of this. 

6. Branches, — Each street sewer and its house connections 
forms a miniature system and should be carefully planned. It 
may be generally assumed that for each drop of water to be car- 
ried off there is one shortest path by which it can go. The pres- 
ence of steep grades, however, often makes the use of winding 
drains necessary in order that a sudden change of velocity where 
the drain and sewer join may not cause a deposit of solid matter. 

Great care is necessary in designing the flushing system. In 
flat districts, the flushing water must be furnished through pipes 
relatively high as compared with the sewers. When a line with 
a flat grade is joined by others which are steeper, the latter may 
be utilized as flushing drains for the former by giving proper bends 
to the connections. 

In general, the question of a system of complicated sewers is 
not solved by laying a number of equally important lines, but by 
leading the drains to a common center. It is cheaper to build a 
single system of. n x capacity than n systems of x capacity. But 
it is sometimes more economical to lav a main sewer of a size onlv 
sufficient for present needs, and afterward lay a parallel line 
when greater sections are necessary. 

Dead ends are to be avoided; two parallel sewers should be con- 
nected at their ends, and in such a manner that the contents of 
one will flush the other. Moreover, the ventilation is much 
superior if the system is a continuous one. In some cities, Ber- 
lin, Dusseldorf, Mannheim, Pest, Innsbruck, Paris, two sewers, 
one on each side of the street, are used instead of a single one in 
the center. This pl&.n reduces the length of the house connec- 
tions and betters their grades. The cost of the system is much 
greater than with a single sewer, however, and it is more difficult 
to keep them clean. 



CHAPTEE II. 

Carrying or Waste Water. 

From tables prepared by Grahn and Thiem, it is certain 
that the consumption of water in German cities has an average 
daily value for the year of from 4 to 58 galls, a person, generally 
from 6.6 to 37 galls. Household purposes do not call for more 
. than 10.5 to 12 galls. The larger figures that are sometimes 
found, especially in America, are due to wasteful habits. The 
presence or absence of water-closets makes no essential difference. 
Their future use should be provided for, however, in the pro- 
visions for flushing and cleaning the sewers. In designing water- 
works, the present German practice is to allow 40 galls, per day 
per person ; in England 28 Imperial, or 34 United States galls, 
are taken as a basis in designing water-carriage sewer systems. 
In manufacturing districts, special provisions must be sometimes 
made for carrying off exceptionally large volumes.* 

The radial system used in Berlin offers special advantanges 
for the determination of the difference in water consumption 
among different classes of people. The sewage pumped from a 
thickly populated, but poor district, averaged, according to the 
1887-88 report of the Commissioners, 21.1 galls, per day per cap- 
ita ; in districts with a larger street surface and somewhat higher 
class of residents, 26.4 galls. ; in manufacturing districts, 37 galls. ; 
in the most fashionable districts, 44.9 galls. The average con- 
sumption of all the districts was a little over 26 galls. The city 
water- works supply 16.9 galls, daily to each person, and private 
sources add some 13.2 more, making a total average supply of 
30.1. This amount is in excess of the sewage pumped away from 
the city, and shows conclusively that in designing the sewers for 
large areas it is not necessary to regard the entire water supply as 
flowing away through the system. The difference between the 
supply and effluent is probably due to the quantities used in 
sprinkling, cleaning and such operations, which result in con- 
siderable water soaking into the ground. 

The sewers must be able to dispose of the maximum quanti- 
ties furnished by a fluctuating source of supply. 0)i the days of 
greatest consumption, the averages given above will be 1^ times 

* Page 280. 
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as large. Moreover, the hoar-maximum in the day varies from 
H to If, average 1^, times the hourly mean. Hence the capacity 
of a sewer must be designed to remove hourly 

ij X H _ 

24 -^ 
of the average daily quantity or about twice the amount calcu- 
lated on the supposition that the same quantity of sewage was 
supplied each hour of the year. In the Handbuch des Wasser- 
baues by Franzius and Sonne, the daily maximum is fixed at 
1^, and the hourly at If, making the relation between the latter 
and the daily average 

24 = '^ approx. 

American engineers assume the daily maximum as If, and the 
hourly as If, making the relation between the latter and the daily 
average. 

lj_xlf _ 
24 "^ 

Another method of investigation is based directly on the aver- 
age daily sewage, since it does not necessarily follow that the 
maximum daily effluent will be coincident with heavy rains. On 
this supposition it is usually assumed that half the discharge 
takes places in from 4 to 9 hours of the morning. This gives a 
maximum hourly flow of from f to ^^ of the average daily amount, 
and the mean is again about ^V 

In order to apply these results to the system of any place it is 
necessary to know the density of the population. In German 
cities this varies from 49 to 202 persons per acre, but in single 
districts it is sometimes still greater. In American sewerage de- 
sign it is customary to calculate on from 30 to 60 per acre, but 
in some places these figures are exceeded. The future popula- 
tion must be estimated by a careful study of local surround- 
ings, and is usually taken at from 10 to 50 per cent, larger than 
the present. Or the greatest density in any one district can be 
assumed as the future density in all. In this way the maximum 
number of people per acre in great cities may probably be fixed 
at 325. In designing trunk sewers, provision must also be made 
for the annexation of new districts to the present city limits, pro- 
vided that the cost of such an enlarged sewer is not greater than 
that of a subsequent parallel one. 
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From such data the proper capacity of a sewer can be calcu- 
lated for disposing of the necessary number of cubic feet per acre 
per second, the usual compound unit used in such computations. 
As an aid in beginaing such a calculation, the following table of 
the estimates used in designing a number of systems, some not 
yet completed, is given. 

Where it was possible to obtain the numbers for the sewerage 
estimates of the separate districts, these have been given. The 
numbers for entire cities give the average density of population 
over the entire area and are used for the outlet trunk sewer de- 
signs. The density of single wards and the capacity of single 
sewers may be far different. Where no figures have been given 
for future densities, it is assumed that the increase in population 
will be in districts at present thinly populated. 

'HB AMOCNT or ClHRTlHO WaTKK. 



Breelau 

ChemDltz . 



B o( eatlmatlnK. 



Avtnge population 

Saburha ., 

AveraseotSve aectors. 

3«puale diatricCa 

SeparaM dlsi rlcla 

«^?,''^*^£''}of Vistula 



Rntl™ cilj- 

Old city 

Other parts 

Separate dlstrlcta. . 
Entire olty 



Caloeiae 

ColoKQe. ... 
KcsDUEsberE 
Karlsmbe. . 



Oldoliy 

Eotirecltj. 

Separate diatrtcta. . , 
Separate diatrlcta. . . 



Inner city... 

Neckar saburD 

Separate dlelrlcta 

Separate diatricta........ 

"iparate distriote 

. jIcUt peopled dlatrictf 
Thinly peopled districts. 
Suburban dlstrlcta-. ..... 

Separate dlsLrlcts 

Separate dUtrlcts 



II 



/ Sl- 

\ see 



CHAPTER III. 

Bain Water. 

In designing water- works, it is necessary to know the maximum 
precipitation for one day, one month and one year, and especially 
the average fall during continued storms. These data, however, 
are only useful in sewerage design in determining the dimensions 
of the outlet basins, when such are used. At Emden, for example, 
the basins are calculated to hold J of the maximum monthly rain- 
fall plus ^ of the amount of waste water flowing in a month. 
Moreover, the design of sewers depends somewhat for its data 
upon the short heavy storms over a small area which result in 
large quantities of water quickly finding their way into the catch 
basins. It is not sufficient to know the rainfall per hour ; the 
severity of a storm often reaches a maximum during from 10 to 20 
minutes only, and this maximum should be determined if possi- 
ble. The following record, made during a long storm at Zurich, 
on June 3, 1878, illustrates this point : 

AvBTAge precipitation, 11 hrs. 0.37 en. ft. per sec. per acre. 

Maximum ** ' SOmin 2.04 

•* " 10 *• .3.08 " •• *• 

Exact observations of these phenomena require self-registering 
instruments, and are therefore very scarce. The subjoined table 
gives a number of measurements in different cities and shows the 
great precipit-ation that must be provided for. The compound 
unit adopted, cubic feet per second per acre, is better adapted to 
engineering purposes than the usual meteorological one of cubic 
inches per hour per square inch. 

The lack of careful measurements in the past renders it a 
matter of some doubt as to how high the maximum rainfall must 
be assumed. Wherever the maximum of a city is considerably 
below that of places similarly situated as regards meteorological 
conditions, it is safe to assume that the maximum registered in 
the past will be exceeded in the future, especially if the region 
is liable to cloud-bursts. The influence of neighboring mount- 
ains is evident from the table. Hellmank recommends from 
2.43 to 2.86 cu. ft. per second per acre for the level plains of 
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North Germany, while in the Alpine regions, numerous cases of 
over 4.28 cu. ft. have been observed. 

Table II.— Maximum Intensity of Rainfall. 



Place. 


Time. 


Duration, 
minutes. 


Cu. ft., 
per seo. 
per acre. 


Authority. 


Aihany 


July 10, 1876 

Sept. 10, 1867..... 

Oct. 6, 1883 

May 15,1889..... 

June 19, 1877 

July 20, 1880.... 
June 26. 1875... 

June 3. 1886 

Aug. 21,1869.... 
June 17, 1885.... 

June 4, 1871 

July29. IS'iS 

June 29. 1885 . . 
May 21, 1872 .... 

Oct. 3, 1879 

July 21, 1864. .. 
June 16. 1864 .... 

Aug. 1, 18^6 

Sept. 8.1873 

July 21, 1888 

Aug. 12, 1873... 
Spnt. 20,1837.... 
July 26. 1887. . . 
June 26, 1863.... 

Aug. 6,1878 

June 24, 1888 ... . 
June 25.1888 ... 
Aug. 16,1848.... 

July 23, 1883 

June 17, 1856 .. 

July 29, 1877 

May 9, 1867 

Sept. 9. 1876 


10 
15 
15 
20 
45 
12 
60 
15 
20 
12 
14 

7 

60 
30 
20 
25 
45 
60 
36 
20 
30 
20 

7 
20 
36 
20 
20 
75 

3 
60 
28 
15 
10 


7.32 
3.81 

2.63 t 
2.69 f 
3.49 
4.30 
2.61 
4.37 
3.37 
4.17 
16.91t 
4.87 
3.89 
2 70 
2.81 
3.43 
2.90 
3.96 
5.14 
2.61 
4.04 
4.89 
5.31 
2.86 
5.83 
2.60 
500 
4.04 
5.93 
2.90 
3.09 
4.99 
6.04 


Weather Rev. 


Annal>erg . . . 

Berlin* 


Hellmann. 
Meteorological 

Society. 
BUrkli. 


Berlin* 


Bern 


Boston 


Bng. News. 
BUrkli. 


Budapesf* 


Chemnitz 


Dentsob. Bauz 


Gzemowitz 




Dresden. . . 

Galveston 


Deutsch. Bauz. 
Weather Rev. 


Gtitersloh 


Hellmann . 


Karlsruhe* 




Kassel 

Kiel 


Hellmann. 


Klausthal 


Hellmann- 


KoBnigsbergr. 

London* 


Wiebe. 
BUrkli 


LiTiflrano 


BUrkli, 


'M'Anrihf^lTD . 




Munich 


Gordon. 


Paris 


BUrkli, 


Philadelphia 

Posen 


Weather Rev. 
Hellmann. 


Providence* 


Shedd. 


Rochester 


Kuichling. 
Schw. Bauz. 


St.Gallen 


St. Louis 


Weather Rev. 


Stuttgart* 

Trier 


Dobel. 
Hellmann. 


Washinflrton 




Wermsdorf 


TTAllmaiin . 


Zurich 


BUrkli. 



t Doubtful. 



It is not absolutely essential to determine these extreme cases 
of rainfall, since sewer sections are usually proportioned without 
regard to them ; in fact, sewers corresponding to these quantities 
would be expensive, and the difficulties of keeping them in good 
condition would be great. On the other hand, too small sections 
result in a backing up of the water in the streets and catch- 
basins. In some respects this would be advantageous (the veloc- 
ity on the surface of the water is greater than at the bottom, and 
hence a full sewer will discharge quicker than under other condi- 
tions), but the pressure against the walls will be so great that 
there is a constant danger of rupture. The sanitary effects of full 
sewers are very bad; the ground becomes wet and the sewage backs 
up in the house drains. Although this condition of affairs is 
usually of short duration, in those storms noted in the foregoing 
table by an asterisk the overflow proved highly deleterious, both 
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to health and comfort. I^'eglect to provide drains large enough 
to carry off the usual rains results in a decline in the value of the 
land in question, and causes the tenants in the neighborhood to 
move. On this account, Burkli recommends for Swiss cities, a 
sewer capacity corresponding to a fall of from 1.79 to 2.86 cu. ft. 
per second per acre. In Germany, from 1 to 2.14 cu. ft. would 
probably be a fair allowance. English and American engineers 
usually assume 1 cu. ft,, although in America heavier rainfalls 
occur in periods ranging from 1 to 4 years. It is probable that the 
practice in the United States will tend toward a larger figure, as 
the people become less willing to put up with the inconvenience 
of overflowed streets and cellars. 

Wherever records of the rainfall have been kept in a scien- 
tific manner, it is very easy to come to a decision regarding the 
capacity necessary to carry away the storm water. In such a case 
the records should be examined, and all notes of precipitations 
exceeding, say 0.70 cu. ft., plotted to scale, using the duration in 
minutes of the maximum fall as an abscissa and the fall itself as an 
ordinate.* In this way a collection of points is formed, the upper 
limit of which gives the relation between maximum rate of precipi- 
tation and its duration for the place in question. Prof. Niphee 
found that this upper boundary for St. Louis was an hyperbola. 
KuiCHLiNG found that in Rochester the locus was formed by two in- 
tersecting straight lines, the one at the left of the diagram being 
much inclined, the other less so. Such results are of doubtful value 
unless the observations are very numerous. The best plan is to 
draw a horizontal line between the mass of the points and those 
more scattered, and take this line as the basis of calculation. 

The rain water is disposed of in three ways: part evaporates, 
part percolates through the soil, and part flows away over the 
surface. For sewerage purposes, it is very desirable to know the 
relation between the first two and the last, but data are usually 
wanting on this point. In order to determine the amount of 
water reaching the sewers it is necessary to have self -registering 
rain gauges and water-meters of some kind in the drains. The 
apparatus should be distributed over the city so that the amount 
of discharge from each district can be determined. . The first 
scientific work of this sort was probably done by Kuichling, at 



* The fall itself may be used if stated as cu. ft. per sec. per acre, otherwise the 
rate of fall as inches per hour should be used. A rate of 1 inch per hour corresponds 
to very nearly 1 cu. ft. per sec. per acre. 
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Eochester, N. Y. At other places the estimates are to be re- 
garded as of a more or less approximate nature. 

The conditions influencing the division of the rainfall into the 
above-mentioned three parts are as follows : 

a. The amount of moisture in the air and ground. If at the 
beginning of a storm the air and ground are already saturated 
from previous rains, the amount of evaporation and absorp- 
tion will be small while the surface discharge will be large. The 
same holds true for continued rains ; the percentage of surface 
water compared with the total fall will gradually increase for some 
time. The sand and gravel walks in gardens and parks illustrate 
this point, since these materials absorb the water rapidly at first, 
but soon become thoroughly soaked. 

b. The relation between the impervious area (roofs, paved 
streets and courts) and the more porous surfaces (gardens and 
parks). For d^^ainage purposes, the ratio of the storm sewage to the 
total precipitation can be assumed as the same as that existing be- 
tween the impervious and the total area. In this connection it is of 
interest to note that Kuichling has demonstrated that the per- 
centage of precipitation reaching the sewers is a constant with all 
variations of rainfall. 

c. Size and slope of the area under consideration. The 
greater the area and the more level its surface, the greater will be 
the time necessary for the rain to reach the sewers, and the greater 
the opportunities for evaporation and absorption. Hence the per- 
centage of water reaching the sewers will gradually increase during 
protracted storms until the farthest areas begin to discharge their 
precipitations into the system. If the rain is of short duration, 
such as those given above, it is probable that the storm will cease 
before the outer districts begin to discharge, unless the total area 
is small. In large districts it is usually true that the flow in 
sewers first begins to increase with any rapidity when the storm 
has begun to abate in intensity. 

Numerical data concerning the amount of water conducted 
away in drains are as follows : In England from to 70 per cent, 
of the fall reaches the drains, averaging about 50. In different 
districts of London from 53 to 94 per cent, has been registered. It 
required from 3 to 4 times the duration of the rain to carry off the 
water, and the maximum flow per second in the sewers rose as high 
as 2.4 times the average obtained by dividing the total effluent due 
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to the storms by the number of seconds of flowing. Hence it will 

be seen that the necessary capacity will be ' ' = ^ of the 

rainfall per second. 

In general, it is customary to assume the greatest quantity of 
storm water at i to i of the total fall, according to the nature 
and extent of the area drained and its configuration. Bubkli 
fixes the greatest necessary capacity at 0. 86 cu. ft. per second per 
acre, but this is a mere approximation, obtained by using but one 
coefficient for the conditions expressed under a, b and c above. 
In more exact calculations, although it is difficult to obtain a sat- 
isfactory reducing factor for a, a coefficient should be given for 
b and c, so that the form of the equation for the maximum flow 
becomes 

A =xy R F 

where A is the quantity of effluent, R the precipitation per acre, 
both in cubic feet per second, F the drainage area, in acres, x a 
coefficient expressing the ratio discussed in b, and y a coefficient 
discussed under c* 

As regards x, it is simply the ratio of impervious surfaces to 
the whole area. When this is difficult to determine, especially 
in districts not yet developed, various expedients are adopted. 
This ratio is from 0.25 to 0.5 in villages, from 0.5 to 0.7 in towns 
and 0.7 to 1 in cities. The means of these sets of values, 0.4, 
0.6, and 0.8, are probably accurate enough in designing sections 
for future as well as present conditions. But it is to be noticed 
that the use of a single coefficient for a whole city would make 
many sewers unnecessarily large and expensive. 

For American conditions, Kuichling gives the following re- 
lations for heavy and impervious ground, in places having a vari- 
able density of population : 

Population per Populiettion per Heavy Imperyious 

acre. sq mile. ground. ground. 

25 16,001) 21.5 per cent. 25 per cent. 

32 20.700 26 *• ** 33 " •• 

40 25,600. 27.5 '* ** 43 " " 

{>0 32,000 28.0 " " 55 " *• 

The sand and gravel walks are assumed to be semi-heavy, 
while roofs and paving is regarded as impervious. Only the last 
column of figures is of use in determining x. 
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A number of different plans have been proposed for deter- 
mining the value of y.* The three leading German formulas 
are graphically given in Fig. 2, which represents the curves 
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Fio. 2 —Diagram Showing Values of the Coefficient of Retardation. 

of BuEKLi, Makk and Brix for determining the coefficient y 
with approximate accuracy at a glance. 

According to Knauff, the maximum quantity of storm efflu- 
ent from impervious surfaces is from 40 to 80 per cent, of the 
rainfall ; from 50 to 70 per cent, in courts and squares, from 40 to 
50 per cent, on flat, and 60 to 80 per cent, on steep roofs. In 
general, these figures must be regarded as rather low for small 
areas, since the point of saturation is soon reached. 

The following table gives the figures used in calculating the 
sewerage systems of a number of European cities. It will be no- 
ticed that a distinction is drawn between sewers without or above 
relief outlets and those in which such openings occur. The differ- 
ence between these sets of figures gives the capacity of the out- 
lets. 



* The remainder of this chapter is considerably condensed from the original 
Oerman text, to which the reader is referred for a more complete discussion of the 
sabjecc. See page 280 et seq. 

2 



18 



ESTIMATES OF STORM SEWAGE IN EUROPE. 



Table IIL— E3timatbd Ratn^fall and Effluent in European Gitibb. Cubic 

Feet per Second per Acre 





Mode of esti- 
mating. 


Above outlets. 




Below outlets. 


City. 


• 

1 

0.91 
0.91 


Coefficient. 


• 


1 


Effluent. 


Berlin 


Average pop- 
ulation 

Districts with 
parks 

Average of 6 
districts 


1-6 


0.30 

0.16 

0.28 

O.il 
0.09 
0.04 














0.039* 


H 


0.016* 


Brunswick... 


Outlying dis- 
tricts 

Lateral sewers 

Main 

Outlet 

Varies with 
popu ration 
and surface 
inclination.. 

Thicklv inhab- 
ited districts 

Thinly inhab- 
ited districts 

Small sewers.. 

Average ** 

Outlet 

Average 

Flood area 
(roof drain- 
age) 


0.83 
0.26 
0.13 


i 




Bx^ABlau 












•  • • 

• • • 


0.021* 


Chemnitz 


1.00 

0.51 

0.51 
0.36 
0.36 
0.36 
1.61 


Mank*B curve. 


/ 0.21 
I 0.71 

0.26 

0.17 
0.24 
0.18 
0.12 
0.64 

0.27 

0.14 
0.30 




/ 0.029 
I 0050 

0.011* 
0.007* 


Danzig. 


0.021* 
0.021* 








• • • • 




DuBseldorf .. 


0.048 


H 


0.024 
0.012 




Raflway sta- 
tions 












Bniden 


Lateral sewers 
Main 

Many cities... 

Varies with 

size 


0.91 


H 














oioid* 


England 

Frankfurt.. . 


1.00 


^ 


0.60 

0.17 
0.43 
















Slopes & pop. 

Intercepting 

sewers 






















0.040 


Freiburg 


Thickly peo- 
pled distr's.. 






0.67-0 71 

0.29 

yxi.54 

066 

0.26 

> 

060 

0.36 

0.80 

0.49 
0.73 
0.79 

0.33-0.60 

0.29 

0.79 

y X 1.2 

V X 0.9 

V XO.6 










Thinly peopled 

districts 
New designs. . 














'*2!57 
1.11 
61 

1.00 

1.00 

1.00 

1.00 
2.90 


Mank*B curve. 

8-6 

about Hi 

4-6 
about H 








T^amburpr .... 


0.040 


H 


0.027 


ITiirlgruiie . 






Cologne 


Main sewers, 
old city 

Main sewers, 
new city 

Lateral sewers 
old city 

Lateral sewers 

new H t^r 


0.040 








0.040 










Kcsnigsberg . Main sewers. . 


0.514 


H 


0.129 


London 


Varies with 
size and den- 
sity of popu- 
lation.. 


1.00 
0.87 
1.59 
1.79 
1.79 

1.79 


it 

Burkli's curve. 

4« (4 

(« «« 








TjlAcre 




•  •  




lMn.inz .... 






'Mannheim . 


Center of city 
Suburbs — 
Very open 
suburbs 




















 • 
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Table III.— Continukd. 





Mode of esti- 
mating. 


Above outlets. 


i 

^ 


Below outlets. 


City. 


1 


Ck)effldent. 


i 


§ 

1 


Effluent. 


Municb 


Suburbs 

Trunk sewers. 
Varies with 
size of dlsr.. . 
Trunk sewers. 
Trunk sewers. 


0.64 
0.64 

0.51 
1.79 
1.00 
0.51 


16-H 
about 1^ 

0.15-0.3 


0.13-0.32 
0.21 

0.17-0.25 

O.flO 
0.16- O.S 












05-0.114 


Nuremburg 








Paris 








Pest 








Stettin 


0.26 
0.17-0.24 








Stuttffart .... 


Main sewers.. 










Trunk 

Sinarle sewers, 
old system.. 

Trunk sewers, 
new system.. 

Cultiya^d land 

Dense popula- 
tion 

Thm popula- 
tion 

Suburbs 






0.179 


0.27 


0.049 


Tienna. 


1.00 

0.78 
0.78 

1.39 

1.39 
1.39 


H 
Brix's curve. 

4« «t 


0.38 

0.26 
0.13 

VXl.04 

V X 0.77 
t^ X0 61 










0.040 










Wiesbaden. . . 






0.037 








0.023 








0.009 




.... .... 






lA complete translation of what Prof. Baumeister has to say on the subject 
of '* run-off ** will be found in the appendix.— Ed. ] 



CHAPTER IV. 

Character of Waste and Eain Water and Sewage. 

The waste water is in part pure, such portions as are sup- 
plied from baths, wells, boilers, etc., and in part polluted with 
sand,* soap, kitchen refuse, and the waste products of manufact- 
uring establishments. Rain water which falls after a period of 
dry weather washes more or less matter from the streets into the 
sewers, and the amount of impurities depends largely on the 
manner of cleaning the roads and highways, and the extent 
of the traffic. That such impurities are quite considerable is at 
once evident to the senses when an old sewer is being cleaned. 
Careful and extended researches by Emmerich show that even 
the waste water from sinks and that used in cleaning floors or 
sprinkling streets, will become poisonous if allowed to stand for 
some days. 

Examinations of waste and rain water as it flows into the 
sewers are of little value on account of the great variations in its 
character. As an extreme case, Parisian sewers are interesting ; 
it has been found that at the beginning of a heavy rain or a 
thorough street cleaning the water in the gutters had . a much 
higher quantity of organic matter suspended and dissolved in it 
than the sewage. 

Analyses of sewage from different cities in which the relative 
proportions of excrement, waste and rain water vary con- 
siderably, are of much greater interest, since a comparison of the 
data will give the influence of each component. But the propor- 
tions in which the different parts of the sewage are added are 
known in but few cities ; especially lacking are data concerning 
the disposal of excrement. The following table is very instructive 
on account of its accuracy in this respect. 

The figures in the first column give the proportion of excre- 
ment which passes into the sewers. In London, Berlin and 
Danzig nearly all the matter is so carried away, about 70 per 
cent, in Frankfurt, and 80 per cent, in Zurich. In English cities 
with mixed systems, the amount of excrement removed from the 

"* In most German towns largre quantities of sand are used in the household for 
scouring purposes and on the fioo: s. 
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houses is fairly well known, consequently the remainder, some 40 
per cent., must pass into the drains. The figures for Paris were 
determined in this way also. The ratio in Munich is probably 

Table IY.— Analitses of Sewage. 



City. 



Average '^f 16 Eng- 
Ush cities with 
water closets 

Lnndon, average. . . 

London, sndden 
storms 

Berlin, average 

Danzig 

Frankfurt, dry 
weather 

Frankfurt, moist 
weather 

Frankfurt. settUng 
basins. 

Zurich, average 

Average of 15 Eng- 
lish cities with 
mixed sanitary 
arrangements 

Paris, average 

Wiesbaden 

Munich 

Brernen 

E<:sen 

Halle, minimum.. . . 
maximum... 
average 



<4 



a 

I 
§ 

o 

I- 



9 

00 



1 
1 

1 
1 
1 

0.7 

0.7 

0.7 
0.8 



0.4 

0.3 

0.2 

0.2 







1^ 



O e8 

tfi Pi 

d o 



6.36* 
7.06* 



3.53* 
6.36* 

3.53 

11.30 

6.36* 
11.13 



6.30* 
6 30* 
12.18 
16.42 



6.71* 



3.18 



Components : grains per cubic 
foot. 



Suspended. 



a 

o 
a 



105.75 
154 7 

798.84 
94.83 
94.39 

33.21 

348.29 

164.75 
15.73 



77.79 

458.85 

17.48 

17.48 





O 



89.59 
112.75 

221.62 
197 96 
165.62 

31.46 

88.71 

401.6 
40.23 



93.08 

225.06 

14. S6 

34.96 



249 53 



45.89 
43.7 

874. 

262.2 



93.08 



43. 
611 



218.5 



Dissolved. 



O 



bD 

(-1 

o 



221.12 
218.06 

2504 

105.01 

158.07 
130.23 



315.51 
281.86 

275.75 



108.81 
74.73 

121.55 

109.25 

253.9 
79.53 



249.96 

777.86 
157 76 



267 88 
301.9 
1573.2 
524.4 



360 09 



112 75 
406.41 
83.03 
448.63 
100.51 
131 1 
568.1 
305.9 



Total. 



510.85 
549.31 

1299.21 
622.72 
552.80 

439.62 

651.26 

978.32 
265.72 



530.96 

1046.62 

1216.61 

293.23 

698.16 

507.36 

524.4 

3627.1 

1311. 



Nitrogen, 
grams. 



§ 



P 



37.15 
34.96 

32.34 
30.59 
28.41 

20.51 

29.28 

50.£6 
49.82 



31.9 
19.67 
10 05 

• • • • • 

2fi.22 
46.32 
26.22 
i84.05 
61.18 



•d 

Oh 



231.5 
246.9 



108. 
185.8 

77.2 

324.1 

324.1 
694.5 



169.8 

108. 

123.5 



308.6 
'266!6 



Note.— One gramme per cubic meter is equivalent to 0.437 grains per cubic foot. 
The numbeB of micro-organisms varies between 30 and 130 miliions pe^- cubic meter 
of sewage. 



considerably different now from the tabulated quantities, which 
are accurate for the condition of the sewage existing a short 
time ago. 

In the second column are the quantities of sewage per day per 
person, those marked with an asterisk being the average for the 
year. The examinations were made at the outlets and generally 
at different hours of the day in order to eliminate the local and 
hourly variations as much as possible. To show the variation that 
sometimes exists, the maximum, minimum and average figures are 
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given for Halle. The figures for London were calculated from 21 
observations extending over several months ; those for Berlin are 
the average of three years' examinations ; the Danzig data are the 
means of tests made during one rainy and six dry days, while the 
Paris figures are taken from records made during the years 1868- 
77 inclusive. The figures for the other cities are for dry weather, 
but they are fairly true for the annual average. The influence of 
rains, taken annually, is not particularly great as a rule, and it 
is very seldom that the annual precipitation equals or exceeds the 
amount of waste water. Where the excess of rain in the sewers 
passes off through overflows, it is certainly safe to assume that the 
carrying water and sewage are of the same character. Examina- 
tions in London show that an increase in the amount of sewage by 
rains, instead of diluting renders it still more impure by the addi- 
tion of sand and other street refuse. It is the usual practice in 
England to consider this street water of the same degree of im- 
purity as the sewage in dry weather. . 

It must be noticed, however, that ground and flushing water 
are relatively free from organic matter and nitrogen. About a 
third of the sewage in Zurich and a half in Munich is ground and 
flushing water. The analyses for Wiesbaden are based upon a 
mixture of 2 parts brook water and 1 part sewage. The actual 
amount of organic matter is, therefore, about three times that 
given in the table. The large amount of inorganic matter is due 
to the mineral character of the carrying water. 

The figures in the last column are of especial value as proving 
the statement sometimes met with that the actual effect of excre- 
ment in sewage is less than that determined on theoretical 
grounds. Both the Prussian and English government engineers 
have long held this view. 

The table shows that the character of the sewage depends not 
only on the amount of dilution, but also on the habits of the peo- 
ple, the manufacturing establishments and the plan of the sew- 
erage system, whether the effluent flows away directly or is some 
time in the sewers, whether or not deposits are formed, and, if they 
are formed, on the frequency of their removal. 



CHAPTER V. 

Shape and Material of Sewers. 

The minimum height of a sewer that will permit the passage 
of a laborer is usually taken at from 3 ft. 3 ins. to 3 ft. 6 ins., 
although Hamburg, Frankfurt, Stuttgart and Munich allow 3 ft. 
In many cities the accepted practice calls for all sewers to be large 
enough for a man to enter and clean them ; Hamburg, Linz, 
London, Magdeburg and Wurzburg have' such regulations. 
Formerly Budapest, Prague, Paris and Vienna required even the 
house connections to fulfill these conditions, but the rules are not 
enforced. 

From another point of view it will be seen that there is little 
advantage to be derived from increasing the dimensions of a small 
drain above the hydraulic requirements, unless the increase will 
be inexpensive. But when a certain size has been reached it will 
be found that the excavation forms the chief item of cost, and' it 
makes comparatively little financial difference whether the section 
is 1 ft. 6 ins. or 3 ft. high, while the advantages of increased 
capacity and better circulation with the latter size are consider- 
able. This limit for very small sections is 2.08 ft. in Berlin and 
Danzig, 1.64 in Dusseldorf, 1.54 in Breslau, 1.48 in Munich, 
Stuttgart and Karlsbad, 1.31 in Liege and 1.25 in the very low 
sewers of Frankfurt. Sewers between these limits and a height 
allowing the passage of a man are very rare. This view of the 
matter is all the more allowable from the fact that such quite 
small sections are self -flushing and can be laid with little expense, 
so that the cost of laying a similar parallel line, if the amount of 
sewage should ever call for an increased capacity, would be 
small. 

The cross section should always give the greatest possible 
hydraulic mean radius (the hydraulic mean depth of Rankine), 
and hence the greatest possible velocity. The mean radius is the 
quotient of the section of the water divided by the wetted peri- 
meter. Where the sewage varies considerably in volume the egg- 
shaped section is the most advantageous. Fig. 3 is a diagram of 
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this form ; the figures are the multiples of the width, which is 
taken as unity. The section designed by Philippe, and given in 
Fig. 4, ia better adapted for very small quantities of water, while 
Fig. 5 represents a shape also adapted for small quantities, aud 
at the same time very easy of access for cleaning. In Linz the 
height is taken at twice the width, except for the largest sewers. 
A very good form as regards the comfort of the laborers is shown 
in i'igs. 6 and 7. The sections for trunk sewers where the depth 
of water is fairly constant are sometimes designed as in Figs. 8 
and 9, which show a very flat curve for the sole.* Occasionally 
the shapes given in Figs. 10 and 11 are employed where a coa- 




stant flow allows the use of abroad sole and a considerable height 
is desired. 

Although the egg section is especially adapted to secondary 
sewers on account of the ease with which it can be built from any 
material and its peculiar fitness tor the variable quantities of 
water which flow through such sewers, nevertheless the German 
engineers usually prefer the circular section in such cases on ac- 
count of the ease with which it can be cleaned by brushes. More- 
over, in large trunk sewers which never run dry, the egg-shape is 
of little advantage and the gain in wet section at the same height 
of water by using a circular form of equal area is considerable. 
On this account the egg section is usually restricte d to heights 
* Sole = Invert, 
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between 1.6 and 5.2 ft., although all sewera in Dresden, Mainz, 
Cologne, and Wiesbaden are of this shape. 

Where large quantities of water must be carried and a low sec- 
tion is desired, the sewera shown in Figs. 1^ and 13 are satisfac- 
tory. The forms shown in Fig. 14 are used in England. But if 
allowance must also be made for carrying small bodies of water, a 
secondary section must be added. This is particularly the case 
where small brooks arc utilized in the sewerage system. The 
brook shown in Fig. 15 was at one time partly arched, and 



Fia. 6.— Sbwbb Sbotioms. Mainz, Cologmb Fio, 




partly open {x) or provided with a low wall (j) to serve as the 
bottom of a proposed arch. Figs. 16 and 17 show additional sec- 
tions of this kind. In Vienna, the trunk sewers have a nearly 
flat sole, since it was found that the curved form was more rapidly 
worn away by the sand in the sewage. In Chariot ten burg sec- 
,tions, a triangular sole with glazed sides is placed at the bottom 
of an egg sewer in order that the deposits may be reduced to a 
minimum. The Parisian profile, shown in Fig. 18, was designed 
to give the most easily cleaned section, and also to afford a sub- 
way for water, gas, telegraph and other pipes, thus doing away 
with torn-np pavements. 



96 



SBWEB SECTIONS. 



In order to diminish the probability ot the sewere beinj; 
stopped by large objects lodging within them, many cities have 
adopted minimum widths for drains and sewers below which it is 
not allowed to go ; between 7f and 13f ins. for drains from large 
lota ; between 4 and 1} ins. for pipes from houses. It sometimes 
happens, however, in endeavoring to have drains of a sufficient 
size, that the pipes run dry very often and depoaita are formed 






^-..^ — ^. 



Fia.a 



-Skweb Section, Brehbt. 



Small eewera would be cleaner ; the wide sections remain open 
longer, but the deposits of sediment more certainly occur. 

Where water-closets and kitchen sinJcs are connected, the 
pipes should not fall below 3 to 4 ins. on any account, as they are 
particularly liable to stop. For house connections, 4 to 6 ins. 
will usually suffice. The objects which would close a drain of this 
size should never be thrown into them, and it is much better for 
them to clog the pipes of the person committing such an act than 
to pass into the secondary sewers where they will be deposited and 
become more difficult to remove. 



SHAPE AND MATERIAL OF SEWERS. 27 

If we let d equal the inside diameter of a drain, p the specific 
pressure on the sides, k the epecific strength of the material, then 
the thicknCBS of the sides will be ^ = dp -i- Z k. This formula 




Via. 15.— Sewer Section in Eari^huhe.— Dimeksions in MBTBBa. 
can also be ased in calculating the thickneBs of sewers subjected 
to heavy pressures due to passing wagons, provided a proper allow- 
ance is made for the additional load. Sections of large sewers 
must always be designed with a careful regard to the resisting 
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IRON SEWERS. 



power of the material in which they are laid. As a general thing, 
however, the thickness of the walls is settled by empirical rules 
resulting from a comparison of sections that have proved satis- 
factory in practice. 

The different materials used in sewerage works modify the 
^sections adopted and the nature of the foundations used in a 
marked manner. 

1. Cast-iron. — This material is used in streets subject to 
tremors from vehicles, in bad ground with pile foundations, and 




Fio. 1S.--SEWER Section in Altenberg.~Dimensions in Meters. 





Fig. 17.— Maulbronn. 



Pia. 18.— Paris. 



especially for house connections subject to inside pressure, which 
occurs when the mouth of the connection is below the crown of 
the street sewer into which it empties. Iron should always be 
used for exposed house drains. The thickness of the metal may 
be thinner than for water pipes under high pressure, but is often 
too thin to allow for imperfections in casting and the effect of 
rust. Holes and cracks are more unpleasant than a slight in- 
crease in the original outlay. In Germany, pipes of 2, 4 and 6 
ins. diameter have thicknesses of 0.28, 0.35 and 0.47 ins. respect- 
ively. In Frankfurt, 39 ins. for approximately horizontal, and 
0.32 ins. for upright pipes, are average values, although 0.24 ins. 
occurs in the thinnest sections. Pressure tests are valuable and 
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are easily made by filling all the connections with water. Eust 
must be carefully avoided by the use of varnish, tar, or by galvan- 
izing, and the joints should be made with tarred oakum And lead, 
or with cement.* 

2. Clay pipes, — It is important that they should be burnt to 
the vitrifying point and be properly glazed. A smooth surface is 
especially desirable in the drains which are rarely flushed. In 
1881, the German manufacturers adopted the following dimen- 
sions (1 centimeter equals 0.4 in. and 1 kilogramme a meter equals 
2 pounds a yard, approximately) : 

Diameter, cm 10 20 80 40 50 60 

Thickness, cm 1.2-1.6 1.9-2.3 2.5-2.8 3.1-3.4 3.5-3.8 4.0-4.3 

Weight, kg. per meter 16 32 50 75 100 140 

These pipes are as thin as it is possible to make them and re- 
tain a proper factor of safety. They vary from 2 to 4 ft. in 
length and have sockets about 3 ins. deep, which are calked with 
tarred hemp or rolls of clay or cement. Sometimes clay is forced 
into the joints and coated with cement. There are various de- 
vices for aiding the removal of pipes once laid, such as making 
part of the sockets like rings, and movable along the drain. 
Tests should be made of the strength of the material, the absorb- 
ing power (in 24 hours never more than 3 per cent.), glazing and 
evenness of burning. Clay drains more than 20 ins. in diameter 
are liable to be badly formed and are expensive ; egg-shaped sec- 
tions are also liable to lose their proper form in burning. f 

3. Brick Work. — This is laid in rings or courses about 4 ins. 
thick, and hence cannot be usually adapted to the exact thick- 
ness determined by calculation. Experience teaches that one ring 
is sufficient for sewers up to 3 ft. in diameter, 2 rings up to about 
6 ft., while 4 rings have been used for 9-ft. sewers in Hamburg, 
and 12-f t. sewers in London. The same number of courses is 
usually continued round the whole section. In very soft ground 
the sides are strengthened and the foundations enlarged by brick- 
work or concrete. Voussoir brick are necessary in sharp curves, 
while alternate voussoir and plain brick are useful in curves of 
greater radius. The materials should be smooth and strong : in 
the more rarely wet sewers a poorer grade may be employed, but 
the soles should be made of the best vitrified brick, or of well glazed 
earthenware, as shown in Fig. 5. Sometimes cut stone is used 
in place of earthenware, as in Eig. 6, which shows a Wiesbad pn 

* Cement joints should never be used for pipes in or beneath the house, 
t See note, page 282. 
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sewer with a basalt sole. In damp soils good work is rarely 
possible without the use of such blocks or a concrete invert similar 
to that shown in Fig. 11. 

Brick work is always laid in the best cement mortar, and care- 
fully finished within. Less durable, but unavoidable when brick 
are scarce, is a coating of cement over the surface of the sewer, 
extending from the bottom up the sides to the spring of the arch, 
as in Fig. 4. In Berlin, and some other places, the outside of the 
brick work is coated in a similar manner ; here it is more 
durable, and increases the imperviousness of the sewer. 

4. Cut Stone. — Where this material is cheap, good sections 

can be readily made from it. Fig. 19 represents 
two such types from Dresden, the first with a 
brick arch. The sides are coated with an even 
layer of cement from the spring of the arch 
downward, the arch being left rough as it is 
more rarely wet. In Wurzburg cut stone is used 
only for the soles ; above comes brick work and 
the whole inside is coated with cement. 

5. Concrete. — This is used in many places 
on account of its cheapness, smooth surface, and 
easy molding to the proper forms. It is formed 
from 1 part of cement to 4 to 7 parts of sand 
and gravel ; the grains in the latter may be 
somewhat increased in size as the sections become 
greater. An average composition, which accords 
well with our present knowledge, is made up of 1 
part of cement, 2 of sand, and 3 or 4 of gravel. 
A large number of examples show a thickness of from ^ to tJ- of 
the diameter, in drains under 20 ins. diameter, up to \. The 
following average dimensions are instructive : 
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Fia. 19.— Dresden. 



Diameter, inches. . 
Thickness, inches 



•••••• 



8 18 24 31 39 47 £6 

l.ft-2 2.4-3.2 3.5-4.7 4.7-6.9 5.9-7.1 6 7-7 9 7.9^.1 



In designing the Paris sewers from 5 to 8 ft. in diameter, ^ of 
the latter was taken as the proper thickness, and recently, in large 
spans where the material can be properly disposed, the thickness 
has been reduced -^, as shown in Fig. 18. This thickness is 
maintained around the whole section in both circular and Qgg; 
sewers, save where base is broadened and thickened on account of 
loose or soft foundations. (See Figs. 3, 10 and 21). 
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The sewers of this material are constructed both oat of and in 
place. When prepared out of the final position they are made 
circular up to 1.6 ft. and egg-shaped up to 3 ft. in diameter (see 
Fig. 20). The pipes are made in lengths of 3 to 4jt ft. with a 
plain mortise joint, which is filled with cement and sometimes fin- 
ished outside with a cement coating. Large egg sections are made 
in 4 pieces, as shown in Fig. 3. Care must be taken that the 
backing has sufficient resistance to deformation when these com* 
pound sections are employed. 

Dyckerhoff and Widmann give the following dimensions 
for cement pipes ; they have subjected the sections to careful tests 
and believe them to be perfect : 



Diameter, inches i 

/Thickness, crown, inches . . 
E^ J •• sides 

shape] *' base " 

^Weight, pounds a yard.. .. 

CircQlar -^ •* " . . 41 



6 


8 


10 


12 


•  


1.5 


1.8 


21 


• • 


1.5 


1.8 


1.8 


• • 


1.8 


2.2 


2.2 


«  


182 


.266 


314 


72 


120 


176 


232 



16 20 24 81 89 

2.8 3.2 4.5 5 9 7.3 
2.4 2.8 3.3 4.1 5.1 
2.8 3.2 4.1 5.5 5.9 
552 1,042 1,350 2,072 3,200 
384 542 742 1,164 1,610 
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• • • 
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Concrete sewers are made in place by pressing the materials 
between carefully excavated trench walls and 
wooden molds covered with thin metal plates, 
sometimes in two sections., as shown in Fig. 
21^ and sometimes in one complete form, as in 
Fig. 22. The molds are from 6 to 10 ft. long, 
supported at one end by the already finished 
sewer and at the other by proper frames. 

It is unnecessary to coat the inside with 
cement, since such a finish is no smoother 
than concrete carefully pressed against the 
metal surface of a mold, and, moreover, it 
is not possible to make a cement coating ad- 
here properly to the walls. A considerable 
time, preferably several months, should elapse 
between the completion of the sewer and its 
use, since the resistance of the material to al- 
terations in form and surface increases rapidly 
with age. 

In comparing these two methods of using concrete, it will be 
seen that the sewers built in place are more apt to be porous and 
weak. The work is usually done rapidly, in order to lay as long 
a line as possible in the time given, and quick-setting cements are 
used. The tamping, moreover, is not so thoroughly done, es- 
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pecially in the lower part of the sectione. In large sewers it is 
necessary to work in the trenches, which method has the advan- 
tage of prodncing a jolntless drain. 

While concrete sewers retain a more perfect shape than clay 
pipes, which warp in burning, or brick sewers with their many 
joints, nevertheless numerous examinations show that they be- 
come cracked and rough sooner and hence lose their apparent 
advantage. Possibly this is due to the poor character of the 
material so far employed and can be remedied by using more care. 
Still the brickwork sewers are ready for use sooner than those of 
concrete and are much easier to construct. On this account con- 
crete walls and arches are sometimes bnilt on stone or stoneware 
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6. Mixed Masonry. — Sewers have often been made from two ma- 
terials ; inside as smooth and outside as cheap as possible. Such 
a combination is improper, however, on account of the difference 
in resistance of the material to heavy loads, which is apt to cause 
cracks. Many English sections are formed of an inner ring of 
brickwork and an outer shell of concrete. It is better to adopt 
the method employed in Vienna (see Fig. 8) where brick and rub- 
ble masonry is used. If the cement used is always the same, the 
setting of the compound sewer is practically uniform. Concrete 
foundations are sometimes finished off with masonry, as shown in 
Figs. 7, 15 and 23, and a uniform inside course thus obtained with 
increased bearing surfaces at the base. 

Mention must be made of the danger to which sewers are ex- 
posed by acids from manufacturing works. Sometimes as much 
as 1 per cent, of nitric or hydrochloric acid has been found ; this 
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would quickly destroy cement and injure both natural stone and 
all iron work with which it came in contact. Only the glazing 
on clay drains can withstand these impurities, and on that ac- 
count such pipes are recommended for house connections, where 
the acids are less diluted. Generally there is no such danger, and 
precautions need not be taken. Experience has shown that less 
than J per cent, of acids do not affect the cement, and in London 
it was found that the brick work was first attacked. 

In some places, hot water is regarded with disfavor. Berlin, 
for example, requires all the waste liquids to be below 95° Fahren- 
heit. 



CHAPTER VI. 
Calculation of Sewers.* 
The usual formula for the steady flow of water is 



" = Vi 



fh 

V 



where v is the average velocity, / the cross section of the water, j[? 
the wetted perimeter, Ji the difference in elevation and I the dist- 
ance between any two points. If r, the hydraulic radius, equal 
to/ -f- j» and y, the rate of fall, equal to A 4- ?, are substituted in 
the above formula, we obtain 

V -=. c ^ r y. 

The coeflScient c was assumed to be 50.9 by Eytblwein, and 
this value is still widely used on account of its simplicity. It has 
been found, however, that c varies with the roughness of the 
walls and the values given to r and y. Three sets of formulas are 
widely used for determining the size of closed pipes and sewers : 
the formulas of Weisbach, used somewhat by English and 
American engineers ; those of Darcy-Bazin, employed in France, 
and those of Ganguillet and Kutter. The latter are in best 
accord with actual measurements and are expressed in three forms. 
The most general is 

n y 

c == — ^ — 



and satisfies the following conditions : An increase of c with an 
increase of r, as well as with an increase in y in small streams ; the 
decrease of c with increased roughness of the walls, and with an 
increase in y in large streams. If the members containing y are 

»■■■   - .  I I I   — .   ^1 ^^^^i»« I  I  iiiw^ 

* All formiilas and dimensions in this chapter are given in the metric system : 
formulas and diagrams in the usual system of measures will be found in the ap- 
pendix. 

See vol. ym., Trans. Am. Soc. C. E., paper clxxv., by Rudolph Hering, for 
diagrams, etc. 

*'FIow of Water in Irrigation Canals, Ditches, Flumes, Pipes, Sewers, Cork' 
duils, etc.," by P. J. Flynn, for tables. 
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omitted on account of the small influence they have in the cases 
usually arising in sanitary engineerings the formula becomes 

Both these expressions, however, do not fulfill the condition 
that the influence of the roughness of the channel shall decrease 
as the hydraulic radius increases, a perfectly just condition as 
may be seen on considering any large river. In such a case it is 
plain that the nature of the river bed has very little effect on the 
velocity. On this account Kutter proposed the following for- 
mula : 

ah ^ ^ r 
c =. a — — .= r:* 

In this expression, a is assumed to be 100, J is a numeral vary- 
ing with the nature of the channel between 0.12 and 2.44 in or- 
der to allow for every gradation between smooth cement and 
coarse shingle. Kutter adopted 12 classes of roughness of chan- 
nel. The usual materials of sewerage construction may be ar- 
ranged under the first eight of these classes as follows : 

Cement channel I.- II., 6 = 0.13-0.15 

Brick or dressed stone channels III.- IV., 6 = 20-O.27 

Rubble masonry channels V.- VIII., 6 = 0.35-0.72 

It must be remembered that these results were obtained by ex- 
periments with pure water in clean channels. The sewers of a city 
must, however, occasionally carry foul water in partly clogged 
pipes. Direct observations in Hamburg and Karlsruhe show that 
brick work corresponds to the sixth of Kutter's classes under 
such conditions, which will make h equal 0.45. Probably concrete, 
cement and dressed stone would have the same value, although 
glazed tile and iron might be in the fourth class. 

In order to lighten the labor of calculating c, tables and dia- 
grams have been prepared, the latter being the more useful. Fig. 
24 gives, to a scale sufficiently large for practical purposes, the 
values of this coefficient for different hydraulic radii and classes of 
channel walls. Greater accuracy is not needed on account of the 
uncertainty as to the proper class to which any given sewer is 
to be assigned. The diagram shows the insufficiency of a single 
value, such as 50.9, for all conditions of channel and areas of 
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section. Moreover, a gradual rise of a horizontal line from 38 
with the roughest to 63 with the smoothest channel, as Burkli 
proposed, and as shown hjBBin the figure, cannot be sub- 
stituted for the curves. E ytelweik^s calculations would give too 
small results for the small sections and too large for the large, and 
hence materially increase the cost of a sewerage system. The as- 
sumption is sometimes regarded as sufficiently correct on account 
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Fig. 24.— Diagram oiying Values of Cin Formula fob Flow of Water. 

of the uncertainty regarding the amount of rainfall and other 
data at the basis of all calculations. But a better result is ob- 
tained by KuTTER^s formula, and it should be employed for the 
same reasons that fairly exact computations are made in bridge 
designing, although only approximately exact loads are used and 
a large factor of safety is finally allowed. 

Four variables must be fixed in designing sewers ; Q, the 
volume of water ; y, the rate of fall ;* v, the average velocity ; d. 
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the diameter.* The remaining dimenaiona of a aectioD are re- 
ferred to the latter aa a atandard (see Figa. 3-5). These variahlea 
are related in the following manner : 

v = c VT^ Q=f^ = ef VT^. 
It is most convenient to refer all calculations to a full section, 
ae follows : 
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Generally ^ and y are given, u and d are to be foand, yet 
some easy method of finding any two of the qnanlitiea when the 
others are given is desirable. But this is somewhat difficult from 
the fact that c depends upon r, and hence upon d. In order to 
lighten this labor, many tables have been calculated, but graph- . 
ical methods are to be preferred on account of the ease with 
which the relations between all the variables are to be seen at a 
glance. Figs. 25 and 26, the first for circular, the second for 

> d 4= the hcrlzonlal diBmel«r In Lbese oaitet. 
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egg-shaped sectionn, are taken from larger diagrams, which may 
be fonnd in the Zeitschrift fur Baukunde of 1884. For every 
point on the diagrams, Q ia the ordinate, v the ahsciasa, d the 
corresponding inclined straight Une, and y the correBponding 
cnrve, the latter pair of values being obtained by interpolation, if 
necessary. The larger of the two numbers on the curves gives 
the fall y for the sixth class of the third Kltteb formula ; the 
smaller number corresponds to the fourth class. 

Other diagrams may be foucd in the works of the following 
authors : 

a. Gebhard in the Gesundhetts-Ingenieur for 1883. For cir- 
cular sections ; based on Weisbach. 



b. SohCck and others. For circular and egg sections ; baaed 
on Kdttee, bnt with the highest class of smoothness. 

c. HoBRKCHT and others. For circnlar and other sections ; 
based on Ettelwein and lacking values of v. 

d. Feank. For circular and egg sections. These diagrams 
are formed by two seta of lines intersecting at approximately 
right angles, and allowing v and y to be read off with great ease, 

but give only factors, t. e.,Q—r- and r, of Q and d. 
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Fig. 27 tarnishes an easy method of calculating the flow at any 
height of water. The entire height of the section is taken as unity^ 
and the values of y, v and Q for the different heights are laid off as 
abscissas in such a manner that each of these variables has the 
value 1, when the sewer is running full. The lines for circular sec- 
tions are continuous, those for egg-shaped sections are dotted. 
Hence the process of computation consists either in reading off the 
values of v and Q from Figs. 25 and 26, and then reducing these 
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Fig. 27.— Diagram showing Rblations betwbex Quavtity op Water, O, Vel- 
ocity, V, AND Akka op Wet Section,/, for Circular and Eog-shapbd 

8BWKBS FOR ALIi DEPTHS OF WATER. 

amounts by Pig. 27, or starting with a partly filled section and 
following a reversed process. The curves given in Fig. 27 are 
only approximately exact, since they are the mean curves ob- 
tained from a number of different assumptions as to the value of 
h and r. They are correct enough for all ordinary computations, 
however. 

Diagrams of the same nature for a number of other sections 
have been prepared by Frank, and the curves have been analyti- 
cally treated by Lueger in the Journal fur Gasbeleuchtung und 
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Wasserversorgung for 1884. Tables for circular and egg sections^ 
showing the variation in/, r, and v with different depths, were 
published by Knauff in the Gesundheits-Ingenieur for 1887.* 

The curves in Fig. 27 show many interesting facts. The 
greatest velocity occurs at a height of 83 per cent, of the whole 
section with circular, and 85 per cent, with egg sewers ; the excess 
is 16 and 12 per cent, respectively. In circular sections, the 
velocity at haK the total height is the same as when the sewer is 
full; in egg sewers this occurs at 56 per cent, of the total height. 
Similar conditions are found on examining the quantities of water 
flowing at different stages. The quantity in a circular sewer, 
carried when the wet section has a depth of 81 per cent., in egg 
sewers at 86 per cent. , is Ihe same as with full sewers. The greatest 
quantity is delivered when the sections are 91 and 94 per cent, 
full respectively. 

These considerations lead to the following rule : Calculate the 
sewers so that when runnmg full they will deliver the amount of 
water computed according to the methods given in Chapters II. 
and III. It is not necessary to allow for an empty segment in the 
upper part of the sewer section. This has been often advocated 
on the ground of "unforeseen conditions.^' A glance at Fig. 27 
will show, however, that allowance has been made for such unus- 
ual bodies of water, for if the quantities to be removed exceed 
those at the basis of the rule just given, then the velocity in the 
sewer will increase and the capacity be augmented some 6 to 8 per 
cent, by the depth of the flow sinking to the position of maximum 
effluent. These considerations show that the above rule will prob- 
ably lead to the most uniform and economical construction. 

* See note, pe«e 282. 



CHAPTER VII. 
Special Details of Construction. 

1. Manholes, for esaminiug the interior of a sewer. These 
are placed from 450 to 700 ft, apart for sewers through which a 
laborer can pasa ; in other cases at every ohauge of grade, or never 
more than 350 ft. apart. 

They may be directly over or near the sewer. In the first ci 
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they may be OTer the axia of the sewer, Figs. 38 and 39, over the 
intersection of several axea. Fig. 30, or slightly eccentric in large 
sewers. Fig. 31. In the second class, the manholes are designed 
to give a dry footing near the sewer, Fig. 32, and sometimes, aa 
in Figs. 33 and 34, to allow the entrance to be placed outside of 
the carriageway. The latter reason, however, is not binding ex- 
cept in narrow streets over which a heavy traffic passes. In Fig. 
33 the entrance to the sewer is made easy by an inclination of the 
manhole, and in Fig. 34 by a flight of steps, but the reraova] of 
sand and other sediment is made more difficult by such construc- 
tion. Two feet is a safficient diameter for entering a sewer, but 
it is usual to make the manholes aboat 3 ft, on account of the in> 
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creased case of working. The width of the sewer is often anfli- 
cient for the work to be done. Figs. 28 and 29, but an additional 
space is eometimes obtained bv a construction similar to that 
shown in Fig. 30. The increased space is obtained by making an 
angle in the masonry, by gradually curving the lines aa in Fig. 'Z9, 




Fig 33,— Stuttqabt. 
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or by means of offsets as in Fig. 30. The manholes are uenally 
circular in section, but occasionally elliptical, rectangular, or of 
the form shown in Fig, 35, The walls are generally 9 or 10 ins. 
thick, but sometimes only half that amount, where the outer pres- 
sure is small ; occasionally dressed stone or concrete is employed. 
Fig, 28. The steps are placed in two vertical rowB,Figs. 32 and 35, 
with a difference in elevation between adjacent steps in the same 
row of a little over 3 ft. The cast-iron covers rest on crowns of 
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cast-iron or dressed stone, and are so arranged that wood or cement 
can be laid on them, thus offering no obstacle to traffic. Where 
the streets are much frequented two covers may be used, Fig. 
34, the lower to be kept closed while workmen are employed be- 
low, but provided with suitable holes for ventilation. Or a light 
frame can be placed about the opening as a guard against accident. 
The area of such a cover should be as small as possible in order 
that the paving need not be injured more than is necessary. 

In order to economize in the construction of manholes it is 
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customary to make them alternate with lampholes on long sewers 
with an uninterrupted axis. A lamphole is made with clay or 
cement pipes. Fig. 36, from 6 to 10 ins. in diameter, and pro- 
vided with a suitable cover. A lamp is lowered through this pipe 
and its light is used in examining the parts of the sewer extend- 
ing to the nearest manholes. These lampholes are not so much 
used as formerly. 

2. Junctions of Sewers, — Sewers should be connected tangen- 
tially when possible, in order to obtain a good flow in small sec- 
tions and avoid too rapid wear of walls in large sections. The 
radii of the connecting curves should be from 10 to 20 ft. for 
smaH"' and from 20 to 40 ft. for large sewers. Since the friction 
is greater in bends than in straight lines, a slight increase of grade 

* In Bit pipe sewers and sewers too small to be entered, the curves should always 
be entirely within the manholes. 
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mi^ht be given where curvature is found. It is important to 
have correct entering heiglits, for sewers emptying into me same 
large sewer, opposite to eacli other when the quautitiea and 
depths of water are different. If the bottoms of the sewers are on 
a level, then the smaller will be somewhat choked by the effluent 
from the larger branch and sediment will be deposited. This 
condition of affairs is still worse when the main sewer is running 
full, since both the secondaries will then be partly stopped. If 
the crowns are placed at the same height, the flow will be perfect 




during the heavy and protracted storms when the whole system is 
filled. But in the usual state of affairs the effect of the slope of 
[he small sewer has been lost by raising the position of the en- 
trance to the main section. Hence it is best with flat grades to 
design the sewerage system to work perfectly when the conditions 
are those that most often occnr ; that is, for the average hourly 
quantity of carrying water during dry weather. When this quan- 
tity is flowing the water level in all the sewers meeting at s 
single point should be the same and equal to that in the effluent 
sewer from the place. If a uniform grade obtains everywhere 
then the following statement is approximately trne : The wet 
section will bear the same ratio to the whole section in every 
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point of the system. Naturally this necessitates a difference in 
the elevation of the soles, which must be provided for in the 
designs. 

The intersection of three sewers shown in Fig. 37 was designed 
according to these principles ; below are the projecting tongues 
which divide off the channels, while above is the common 
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Fig. 42. 

trumpet arch. In Fig. 38 a water level was assumed higher than 
that due to waste water alone ; at this level the streams com- 
bine regularly without eddies, while at lower stages the smaller 
stream flows down an incline into the larger, thus avoiding any 
danger of back water, A manhole is also usually built over the 
point of intersection. By using sharp curves and a large man- 
hole, Figs. 39 and 40, it will often be possible to have all the 
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sewers open to inspection. The lower half of the design shown 
in Fig. 39 is of dressed stone, while Fig. 40 is carried oiit in 
concrete. When the drains are half full, the motion of their con- 
tents is uniform. In Fig. 30, however, h similar problem 
has been solved in a very bad manner, and the design natarallj 
results iu large quantities of sediment. Such catch-basins were 
formerly regarded as necessary, but experience shows that in well 
constructed and flushed sewers they can be omitted, and are even 
of questionable value on account of the expense of cleaning them. 
In Berlin it is customary for a laborer to stir up the mud in the 
' manhole during flushing 

in order to free the mass 
from organic matter. Only 
• with great differences in 
Igvel should the branch 

_.__ ^ sewer open into the side of 

a shaft and allow its con- 
tents to plunge down to 
the bottom, which is usual- 
ly level with the sole of 
the main sewer. Even in 
this case it would be better 
to curve the branch drain 
either before or on enter- 
ing the manhole, and then 
employ a modification of 
the arrangement given in 
I Fig. 39. The house drains 

Fia *3.-Rkuef OVtlbt. London. ^^ „„t as a rule enter a 

sewer tangentially but rather at an acute angle. If the sewer 
is of masonry then either special inlets. Fig. 41, have been 
built into the walls, or it will be necessary to insert a short sec- 
tion of pipe through a hole broken for the purpose. Wherever 
it is necessary to avoid steep grades iu the drain, the lowest point 
of its entrance into the main sewer should be at the same height 
as the water level in the latter during dry weather, in order to pre- 
vent back water during the normal condition of the system. When, 
however, the grade is steep, as is usually the case in house con- 
nections, then the outlet is ordinarily placed at the springing line 
of the arch, or even in the arch itself. In this way there is lit- 
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tie danger of any choking of the drains even during prolonged 
storms. 

In concrete aewers, side inlets are formed during construction, 
lu pipe sewers, special lengths, called branchee, are provided for 
making proper connections, Fig. 43. It is better to have the 
crowns of the separate inlets at th^ same level rather than the re- 
spective axes, as in this way a more perfect ventilation and flow of 
wat^r can be obtained. 

It is necessary to make some reference to the designs of Lieb- 
NDR, who proposes to arrange the outlets to act aa '■ injectors" 
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in order to increase the velocity of the current and permit the 
use of horizontal sewers. These designs are founded on incorrect 
assumptions, and offer no advantages over the usual forms. 

Relief Outlets. — It is first necessary to fix the degree of dilu- 
tion of the domestic sewage before the overflow through the out- 
let begins ; in other words, to determiue the number of parts of 
rain water which must be added to each part of sewage. The 
figures for a number of cities are as follows, the numerals denot- 
ing the parts of rain water to I of sewage : 

S I Kceaissbeni 4.S 

..... 3.1 MnQidh 5-7 



FrankrnrC i I WieBbaden i 

HambuK 3.1 Berlin fl.f, 

OoICHiB (proJeotBd work* B.2-S.S I 

In Freiburg, the outlets are designed to be used as soon as 
the flow in the sewers is equivalent to 13.36 cu. ft. a persona 
day. Since the hourly maximum is about 3.53 cu. ft., the ratio 
of dilution is 3.5. 

By means of a suitable coefficient of dilation, », it is a simple 
matter to calculate the depth of water when the sewer is running 



4« 



RELIEF OUTLETS. 



with the maximum of domestic sewage and n times that amount 
of rain water, which water level is that corresponding to the sill 
of the outlet. If the position of each outlet of a system is calcu- 
lated in this manner, the whole system will begin to discharge 
throuo^h the relief outlets at about the same time. Changes must 
be made in the designs as soon as the local conditions become 
different. If a ward or district becomes more densely inhabited, 
or the quantity of domestic sewage becomes greater in any other 
way, then the sills of the relief outlets must be raised if the co- 
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Fig. 45.— Relief Outlet with Flashboards. 
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efficient of dilution is to be retained. Hence it may be advisable 
to close the outlets with flashboards, and thus always have a means 
of regulating the amount of the outfall. 

The outlet should be quite broad in order that the water may 
escape as rapidly as possible. On this account stone sills are let 
into the side of the sewer, as shown in Figs. 43 and 44. In Fig. 
46 a row of arched openings is represented, which together give a 
quite broad area. With smaller sewers it is best to build a shaft, 
Fig. 45, and place a broad flashboard before the outlet. It is not 
always customary to make the sewer sections below the relief out- 
lets smaller than above ; the usual practice is to keep the water 
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level and sole of the sewer on contiDuona grades, if possibl-j, Figa. 
45 and 46 represent such cases. It is necessary to make the out- 
lets accessible, either throngb the sewer itself. Figs. 43 and 47, 
through a manhole over the sill, Fig. 44, by building the sill of 
the outlet into the manhole. Fig. 45, or by means of a flight of 
eteps at one side. 

The designs for the relief sewers fall nnder one of foar heads 
according to the available difference in level between the sill of 
the outlet and the sole of the outlet sewer |j T; 

proper. 

a. When this difference may be made as 
great as is desirable. The outlet shown in 
Fig. 44 was bnilt in an old intersecting 
sewer. In Fig, 43 the soles of all the sewera 
are on the same level ; in this case, the old 
sewer is either connected with the uew and 
acts as a receiving basin, or, if this cannot 
be allowed, it is cut off as indicated by the 
dotted line x, and a pipe connection, if, 
formed for the purpose of carrying off any 
water that may enter A. The arrangement 
shown in Fig. 44 calls for a cast-iron sup- 
porting plate for the base of the upper 
sewer and a depression of the lower sewer. 
When the conditions are more favorable 
the construction is much more simple. 

b. When the difference in elevation is Fia. « -Bkrlm. 
very slight. In this case the sole of the outfall is on a level with 
or but slightly below the sill of the outlet, and the grade is very 
gentle, necessitating a wide section, Figa. 45-47. 

c. When a negative difference is possible, viz. : when the outlet 
is occasionally under water. In this ca?e the sill of the outlet 
corresponds to low or mean water in the outfall into which it 
empties, and the arrangement shown in Figs. 45-47 is retained. 
It is poaaible to raise the practical height of the sill by means of 
flashboarda, and in this way prevent the water in the ontfall from 
backing into the sewer. Fig. 45. During such conditions the opera- 
tion of the outlet is either restricted or entirely stopped. This natur- 
ally calls for a greater capacity in the sewerage system. In Berlin, 
theflashboards are usually constructed of iron, 4 ins. wide and 1 in. 
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thick, and are held in position by iron guides, Fig. 47. In this 
way variations in the water level can easily be provided for and the 
best results obtained from the outlets. 

d. When an outlet can be made the whole depth of the sewer*. 
The moment at which discharge happens and the amount of di- 
lution the sewage is to receive, depend either on the judgment of 
the laborers in charge, or are more often fixed by rules. This 
plan requires an additional expense for labor but affords a more 
rapid emptying of the system. In Budapest, a subterranean out- 
let is automatically opened by 
means of a float when a cer- 
tain level has been reached. 

Pumps. — The maximum 
work for the pumping en- 
gines occurs when there are 
no relief outlets in the system 
or those which exist are stop- 
ped. The pumps must then 
be able to dispose of the great- 
est probable rainfall in order 
to prevent the sewers becom- 
ing choked. Since the sew- 
age flowing during the long- 
est storms is not usually 
pumped to filtration beds, but 
is run direct into the river, 

FlO.«.-lNTBR8ECrn0N0P SEWERS, BERLIN, j^^^ ^^ ^^^^^ rCCipicnt, tho 

lift of the pumps is generally diminished and the extra work 
due to increased quantities is partly counterbalanced in this way. 

Another case occurs where a relief outlet is built in the main 
sewer between the pumping station and the city ; when this con- 
struction is employed the coefficient of dilution varies from 4 to 7. 

The most favorable arrangement, as regards the pumping 
plant, occurs when there are a number of relief outlets in the city. 
At the moment that these begin to discharge the coefficient of 
dilation in the whole system will be n, as already explained. 
After the outlets have been discharging for some time, the do- 
mestic sewage will be considerably modified before reaching the 
pumps, part of the impurities having been washed away. Hence 
the pumps are not necessarily required to dispose of a quantity of 
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rain water equal to n times the domestic sewage of the whole city; 
but it is usually sufficient to employ a smaller coefficient without 
decreasing the degree of dilution of the sewage entering the 
pumps. If the numbers marked with an asterisk in Table III. 
are divided by the corresponding numbers in Table I., the follow- 
ing values of m can be obtained : 

Berlin, 1.0 ; Breslau, 2.8 ; Danzig, 0.9. 

A comparison of the quantities of water passing through the 
London pumping stations with the domestic sewage of that city, 
ehows that in the 
North side, m is 
1.4 and in the 
South side, .5 . 
The greatest duty 
of the engines is 
therefore 1 -V m 
times the hour 
maximum of 
wastewater. With 
numerous relief 
outlets, this factor 
is probably about 
2, especially in 
large cities. 

The numbers 
given in the pre- 
ceding tables are based, to some extent, on projected works. The 
working of the pumps, according to the best modern practice, can 
be understood by examining the Berlin plant. In the inner dis- 
tricts of the city, where the population averages 88,400 to the 
square mile, the city water- works furnish 2.26 cu. ft. a day per 
capita, which may also be taken as the amount entering the sew- 
ers, hence the waste water per second from each square mile, will be 

88,400 X 2.26 « ^^ -, 

— ^ ^jT-^rTTTT- = 3.08 cu. ft. 

18 X 3,600 

The pumps will dispose of 10.73 cu. ft. per second from each 
square mile, hence the coefficient m is (10.73 — 3.08)-^3.08=2.5 
These results suppose that the domestic sewage passes into the 
system during 18 hours of the day alone. 

If the number of inhabitants and amount of domestic sewage 
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increase to the limitiog values assamed in designing the system, 
which correspond to 13.03 cu. ft. of waste water a second a 
aqnare mile, then the maximum capacity of the present stations 
can be increased to 24.41 cu. ft., making the ultimate value of m 
«ink to 

24 .41 — 12.03 _ 
12.02 ~ 

 When the sewerage system is running full, its capacity is 191 
cu. ft. per second per square mile ; heuce under present condi- 
tions 3.08 cu. ft. of waste water will be miied with 187.92 cu. fc. 
of rain water, making the coefficient of dilution (on the supposition 
that all the relief outlets are closed) about 61 ; under the condi- 
tions assumed in the designs, 12.03 cu. ft. of waste will be com- 
bined with 178 cu, ft. of rain water, giving a coefficient of 16. The 
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actual relation with all the outlets open, existing between the 
sewage passing through the pumps and that escaping by the out- 
lets, is 

10.74: (191 — 10.74) = 1:17 

The minimum of duty may sink to during the nights of a 
dry season, but puch an occurrence would probably be rare be- 
4Bnse the lines to the different parts of the city are not of the 
same length and they would not deliver their smallest quantities 
of water to the pumping station at the same time. On account 
of the variable duty of the engines, it is usual to have several 
pumps of different capacities, in order to run in the most econom- 
ical manner. The boilers should be designed to make steam rap- 
idly and where the quantity of sewage to be handled fluctuates 
rapidly, it is desirable to have gas engines in reserve. In such 
caees it is also desirable to have receiving tanks into which the 
sewage may be turned, as explained in Chapter I. 

The lift of the pumps is also apt to bo variable, as when they 



SPECIAL DETAILS OF CONSTRUCTION, 



5S 



discharge into rivers with a fluctuating water level, and it is 
necessary at times to have appliances at hand for equalizing the 
duty. But it is to be noticed that the maximum lift and maxi- 
mum quantity of water will rarely occur at the same time, and it 
is the general practice in such cases to calculate the dimensions 
of the plant under the assumption that the maximum quantity of 
water occurs simultaneously with the mean value of the different 
lifts throughout the year. 

It is bad management to pump nearly dry a system that is 
near a large body of water, for in this case the sewers are apt to 
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be injured by the pressure of the ground water. The difference 
in elevation between the level in the river or other body of water, 
and that in the sewers should not exceed from 12 to 16 ft. ^ 

Intersections with Pipes and Draim, — If a sewer crosses the 
line of a gas or water pipe, th^ latter may be bent over, or below, 
or pass through the former. Fig. 48. The last method is only 
possible when a diminution of section appears allowable. When the 
other plans must be adopted, the choice must be governed by the 
local conditions of foundation, frost and elevation. In every case 
it is best to change the direction of pipes under pressure so that 
they will be subject to least danger of breakage. 

When a sewer is crossed by another, an old sewer not yet en- 
tirely given up, or the outfall from an outlet, or the trunk sewer 
of another district, the higher sewer is supported on a cast-iron 
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bed plate, and the lower is widened or deepened to compeneate 
for the change, Fig. 49. The latter conBtruction passes gradually 
into an inverted siphon. Figs. 50 and 51. If the lower sewer is 
Terj large, then the upper is often carried through it by an iron 
pipe, as shown in Fig. 48. 

When it is neueBsary to cross a water course this is accom- 
plished by a siphon, upright or inverted. The latter form is more 
liable to be closed by sediment, but it offers a number of advant- 
ages. Four cases occur, shown in Fig. 52. 

a. A horizontal invert, with as easy connecting curves as pos- 
sible ; nsed when the difference in elevation between the ends of 
the siphon is conaiderable. 

b. An inclined invert, with a manhole and catch basin at the 
outlet. 

c. An inclined invert, straight or broken, according to the 
configuration of the river bed, with catch basins at both ends. 
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d. The whole siphon carried in a larger tunnel for use in mak- 
ing repairs and in cleaning. 

Although slight differences in elevation and good ground will 
sometimes allow the inverted siphon to beeonstmcted of masonry, 
they are usually constructed of iron pipea, the section being con- 
siderably smaller than that of the sewers they connect, in order to 
gain velocity, and hence scouring power, in the water passing 
through them. 

For short lengths and good foundations, cast-iron is a good 
material for the siphons. In other cases it is best to nse pipes of 
riveted iron from 0.4 to 0.8 ins, in thickness. The pipes are 
usually connected together and then simultaneously lowered from 
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a Bt&tionary or floating platform into a ditch previously dredged 
out to receive them Ihe Ime is usuallj protected by sheet pil- 
ing, concrete, or both Fig 53 is a cross section of the doable 
invert under the 
Seine River near the 
Alma bridge at 
Paris. These pipes 
carry all the sew- 
age of the districts 
south of the river 
to the northern dis- 
tricts, delivering on 
an average 31.2 cu. 
ft. per second per 
square mile, with a 
velocity of 7.2 ft. 
The grade of an 
inverted siphon, t. 
e., the difference in elevation between the two ends, ie usually 
taken somewhat greater than elsewhere in the system in order 
to increase the velocity of the current. Manholes, screens to stop 
all large bodies, relief outlets. Fig. 52 b, especially at the lower 
end ; arrangements for flushing with sewage or fresh water, all 
are useful in keeping the siphon clean. All these devices are 
united in the arrangement shown in Fig. 54. The 27i-in. siphon 
is formed of riv- 
eted plates, the 
catch basin iscov- 
ered with a 

screen, and there , 

is a flushing valve , 

at the beginning 
of the invert 
proper. The re- 
lief outlet is so ar- 
ranged that water 

may be taken ^^ m.-siphon in breslm). 

from the river through it for flushing purposes, if it is so desired. 
A still more complete arrangement, shown in Fig. 55, was de- 
signed by WiBBB. In this figure, d is placed at the fork of the 
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sewer, where it divides into two branches, for there are two separ- 
ate pits into which the sewage is alternately admitted. This du- 
plication of the plant enables the system to be easily and rapidly 
cleaned. At e is a gate for use in flushing, at / is a relief out- 
let, at (/ is a removable screen, h is a flap for closing the siphon 
during cleaning, ^ is a valve to prevent sewage from entering the 
siphon when it is desired to clean it with water admitted by the 
valve I. A similar arrangement was designed for Breslau, Fig. 56. 
Here there are two chambers, a and J, into which the sewage is 
alternately pumped. Each chamber is quite deep, in order to 
check the current and precipitate the greater part of the solids. 
At c is a pipe which serves both as a relief and an intake from the 
river when the siphon is to be flushed. 

It is sometimes possible to use a regular siphon in place of 
these inverts. Fig. 57 represents such a siphon in use in Breslau. 
The sewage flows into a catch basin, through a screen an& is then 
carried through a6-in. pipe attached to a bridge to a second catch 
basin. There is a difference in elevation of 10 ins. between the 
ends of the siphon. An air lock is placed over the second catch 
basin, as shown in the cut, and the air thus collected is automatic 
cally released whenever the level of the water in the lock sinks to 
a certain point. The pipes are covered with a thick wrapping to 
guard against the frost. The upright siphon is much less liable to 
be stopped by sediment than the inverted type, and is less expen- 
sive, both in first cost and subsequent repairs. 



CHAPTER VIII. 
Catch Basins. 

1. Street Catch Basins. — The inlets of these may be entirely 
open and cut in the curb stone, as in Fig. 65, or partly closed, 
either by a stone cap as in Fig. 58, or by a cast-iron hood as in 
Figs. 62 and 67. Their height is from 4 to 6 ins. and the width 
varies from 1 to 4 ft. When the inlet is horizontal, the old 
custom wa3 to have a stone slab for a cover, but the present prac- 
tice is to use an iron casting, either funnel-shaped or flat. Figs. 
63-69. These castings are commonly from 1 to 2 ft. long. Oc- 
casionally they are formed of wrought iron bars 0. 8 to 1 in. thick, 
2 to 4 ins. deep, and spaced so that the openings are from 0.8 to 
1.6 ins. wide. The covers are either hinged, as in Figs. 60 and 
61, or loose in their beds, as in Figs. 67-69. Of the two posi- 
tions, the upright is to be preferred as out of the way of wheels 
and less liable to be stopped, but has been found to allow a 
greater amount of solids to enter the sewers. This can be partly 
remedied by using a coarse screen as is done in Brussels, Fig. 62. 
In the markets of Paris iron baskets are hung below the inlets in 
order to catch the refuse. 

In some of the older sewer systems all the street water and 
refuse is carried into the sewers directly from the inlets, Figs. 
58-60. Such a plan is uneconomical, as the cost of removing the 
deposits is then quite high. In a good sewerage system deposits 
should be formed but rarely. Even if heavy rains carry a large 
amount of fine sand into the sewers, the unusual quantity of 
water will be sufficient to carry off all but the largest solids, 
which should, indeed, be prevented from entering the system. 
This is done by silt pits. Figs. 61, 63-69. It is sometimes 
desirable to incline the silt pits in narrow streets toward the 
center of the roadway and lead away the sewage by side sewers, 
as is done in Munich. 

The dimensions of a catch basin depend upon the area of 
hard surface which it drains, usually from 480 to 960 sq. yds. ; 
additions to this area from lawns and gardens may increase the 
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surface to 1,200 eq. yds. The crose section of the shaft ia usually 
square or round measuring from 1.3 to 2.6 ft. on a aide or in 
diameter. A German empirical rule is to allow as many milli- 
meters diameter as there are square meters of drainage aorface. 
Those basing which receive the water and refnae of steep streets 
should have much larger dimensions. 

The water level in these street catch basins should be from S 
to 3 ft. lower than the street surface, as a protection against frost. 
The total depth of the basin should be from 6 to 8 ft., as when a 
less depth ia chosen there is danger of freezing. Masonry has 
given way to cement, clay, orironpipesas a material for this work. 
These pipes are usually 2-3, 1-lJ and 0.8-1 in. in thickness for 
the different kinds mentioned. Cast-iron is leaat adapted on ac- 
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count of its liability to mat. The shaft usually consists of two or 
three pieces, and carriea the inlet at its upper end, as shown in 
Fig. 69, althongh this is occasionally supported, as shown in Fig. 
67, in order to make future adjustments to grade as easy as 



Formerly no provision was made against the escape of sewer 
air. Figs. 58 and 59. Now it is necessary to use more care in 
building the catch basins near sidewalks. In Hamburg a small 
flap valve, shown in Pig. 60, has been adopted. This is opened 
by the escaping water and ia very simple in all respects, but by no 
means tight in dry weather. 

The use of valves fn any part of the inlet is of little value, as 
has been shown in the older sewera at Munich and Linz. A better 
and more simple connection ia maiie by a common water trap, 4 to 
8 ins. deep. This may be formed by a tongue, as shown in Figs. 
63 and 64, by an inverted outlet, as in Figs, 65, 66, 68 and 69, or 
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hj Bome special arrangement similar to that shown in Fig. 67. 
The ontlet shown in Fig. 63 is cleaned by folding back the hinged 
flap. Those shown in Figs. 65 and 66 are cleaned bj eimplj i-e- 
moTing the short curved outlet, while the other forms illustrated 
can only be cleaned by flushing. At x. Fig. 67, is shown a water- 
trap, which offers the great advantage OTer the form represented 
in place in the cut, of being easily cleaned without breaking into 
the pipe, as must be done at x in Fig. 68. In all such designs 
care must be taken to expose as small a surface as possible to 
the action of rust. In the arrangement shown in Fig. 67. solids 
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may be easily caught in the invert, as might also happen in Figs. 
63 and 64. 

Generally water traps and silt pits* are found in the same 
basin, but this construction is not always adopted. At Brussels a 
water trap is placed immediately below the inlet. Fig. 62, and the 
flushing done by means of a connection from the water maiua. 
The opposite of this arrangement is employed in the open suburbs 
of Munich, where a small catch basin discharges directly into the 
sewer connection. Fig. 61. 

The pipe leading to the sewer is from 5 to 6 ins. in diameter 
when silt pits are employed, and may be increased to 20 ins. 
where these are not used. The pipes are best curved or placed at 
an angle at the intersection with the sewers, except in cases siml- 
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lar to that shown in Fig. 63, where the sewer lies directly ander 
the catch basin. 

The mud is remoTed from these basins by shovels or by 
buckets, as shown in Figs 66 68 and 69 The diameter of the 
latter is from 3 to 4 ins less than that of the shaft in which 
they are placed and their height is to be determined by the posi- 
tion of the outlet pipe Holes should be made m the lower part 
of the bucket in order that the water can dram out as the mud is 
lifted up to be removed In order that all the material may en- 
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ter the buckets, it is usual to place small hoppers or funnels un- 
der the grating at the inlet, Figs. 67-69. Sand is very apt to 
settle around the buckets, making their removal somewhat difficult, 
and it requires considerable labor to empty the mud into the 
carts which carry it away. In order to diminish this labor, the 
apparatus shown in Fig. 70 was proposed by Geiger. The 
bucket is held in position by an iron ring and receives all the mat- 
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ter entering the inlet above. Equal atmospheric or hydrostatic 
pressure above and below the ring is maintained by the small 
pipe a b, so that only the weight of the bucket and its contents 
has to be lifted. The bottom of the bucket is hinged and held in 
position by a catch c. In replacing the bucket in the shaft, the 
valve d opens when the water level is reached and allows the 
water to enter until the whole is again in position. Whether 
the apparatus would work well in muddy places is open to ques- 
tion. 

The mud in the basins is always foul, and should be kept cov- 
ered with water in order that no disagreeable gases may be given 
off. It is often desirable in prolonged dry weather to occasionally 
admit vrater from the service mains. In no case ought the water 
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traps or siphons be placed under the mud buckets, as is done in 
Budapest, for this construction causes the mud to dry up very 
quickly. 

2. House Inlets and Connections, — That all house connections 
should be separated from the sewers by some kind of water trap 
is now universally admitted and generally demanded in the speci- 
fications for such work. The depth of these traps varies from 2 
to 4, or even 6 ins. where there is much grease in the draiuings. 
The means of holding back the impurities are often very scanty. 
Not only do the usual impurities of street sewage occur in these 
connections, but also fats, soap and other kitchen and washroom 
drainings. The fat gradually solidifies in the pipes and forms a 
tough coating which collects the other matter. 

For connections in courts, where sand and leaves form the 
leading solids swept into the sewers, any of the catch basins 
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shown in Figs. 63-69 will serve, while in very large courts that 
represented in Fig. 62 could be employed by omitting the water 
pipe. They are usually made as small as possible in order to have 
a good fall to the sewer. The diameter of the basin may be re- 
duced to 10 ins., the depth to 3^- ft., or less, in places not ex- 
posed to frost, and the outlet to the sewer need not greatly exceed 
3} ins. Small cast-iron basins of several forms are shown in Figs. 
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71-74. The dotted lines in Fig. 72 indicate the form to be used 
in places exposed to frost. 

Eain water from roofs, which is apt to carry with it dust, ashes, 
pieces of slate or tile and similar substances, is usually conducted 
by suitable drains to a small mud pit at the rear of the house. 
When this is not possible, special arrangements are made for re- 
ceiving the water at tjie front or street side of the house. For 
this purpose, in Dresden and Cologne a small basin or pit, pro- 
vided with a cover at the sidewalk level, receives the water from 
the roofs and discharges it into the sewers through properly fitted 
outlets. The devices in Figs. 75-77 are much more simple and 
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as efficsdouB. In the form shown in Fig. 75 the pipe from the 
eaves trough is enlarged at the base and fitted with a screen and 
opening for cleaning, while in Fig. 76 the same arrangement has 
been adopted but placed underground. The device shown in Fig. 
77, and employed in Erfurt and Stuttgart, has the advantage of 
being well protected from the frost. In Berlin, such arrange- 
ments are used only in bonses with roofs of earthy material, 
or in bad condition. Since, however, there is no doubt as to the 
value of these screens, and their cost is quite low, it seems better 
to call for their general adoption. Some cities call for merely a 
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knee or bend in the pipe, with an opening for cleaning. In 
Breslau, the only precaution taken is to place a grating over the 
top of the eaves pipe, which, however, is stopped more often than 
would be thought probable, and is difficult to clean. In Wies- 
baden, a small basket to keep back the leaves and other objects 
ia placed at the top of the eaves pipe, and a small box or pail at 
the lower end receives the mud. Fig. 78. Whereveran eaves pipe 
opens above in the neighborhood of a roof window, and there is 
danger of sewer air escaping, it is required in Munich to place a 
water trap at such a point as to prevent this. At Freiburg and 
Basle these traps are required for every pipe carrying water from 
roofs. 

The house sewage is often screened by passage through a grata 
and siphon, many cities having expressly ordered each house con- 
nection to be provided with a grating and a water trap. For 
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purifying the drainings from kitchens several forms of grease 
traps have been used. These cause the fatty matter to be 
separated by cooling, the grease being retained floating on the 
water in the trap. An American form, made of stoneware, is 
shown in Fig. 79. They are usually placed below the sinks, and 
intercept not only the grease but also all the heavy substances 
which enter them. In order that the layer of fat on the top of 
the water may not be agitated too greatly, the drain from the 
sink should enter from the side and not the top. A pail is some- 
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times provided for removing the solids. Fig. 80, but it must be 
provided with tight bearings or all the matter will not be inter- 
cepted. If this condition is fulfilled an ordinary catch pit will 
serve as a fat or grease trap by placing the outlet sufficiently low. 
Fig. 81. Such an arrangement is often employed for a general 
catch pit in a court or cellar in case no traps are used in connec- 
tion with the sinks. It is desirable to have all the pipes nearly 
vertical, in order that they may remain clean, and to have suitable 
arrangements for ventilating the drains, thus avoiding any tend- 
ency to create a partial vacuum in any part of the connections. 

Catch basins with movable partitions or tongues, like those 
shown in Fig. 63, are not adapted for intercepting floating sub- 
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stanoes, for it has been found in practice that dnring the process 
of cleaning, a large proportion of the matter floating on the sur- 
face of tlie water ia carried into the sewer. Hence no movable 
tongues pr Biphons, Fig. 65, are allowed in private basins in Karls- 
ruhe. Where large quantities of water must be handled, it is 
usual to double the dimensions of the traps or basins. Fig. 82. 
Where the outflow from manufacturing establishments is large, it 
should run into precipitating tanks or even receive chemical 
treatment, before entering the sewers. 

The preceding devices for screening house sewage are by no 
5 everywhere used in the same manner, and there are a great 




number of regulations concerning water carrying grease and sand. 
In many cities, as, Hamburg, Frankfurt and Basle, only bends 
are required under the sinks, and the pipes discharge directly into 
the sewers, being kept clean by flushing alone. This arrange- 
ment has been found to work badly with water containing much 
fatty matter, and grease traps are often employed although not 
officially required. 

In several other cities, as Berlin, Cologne and Freiburg, 
kitchens and laundries are generally allowed to discharge directly 
into the sewers, but where fat and soap are discharged " in un- 
usually largy qiuintities," a grease trap mnat be connected to the 
outfall from laundries, restaurants, soap works, abattoirs and 
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euch establishments. In Berlin a very large amount of eand 
mnat be taken from the sewere annually, which could be equally 
well and more cheaply intercepted by house traps, as the greater 
part of it comes from dwelhugs where it has been used in gleaning. 
Exactly the opposite plan has been adopted in Stuttgart, 
Karlsruhe, Mainz, Wiesbaden, Gcettingeu and Halle. Here all 
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water containing fats or sand must pass 'through traps befoi-e 
leaving the premises. In small houses this may be done in a 
single pit, to which all the pipes run, and from which the sewer 
connection is laid. In larger establishments several pita are usu- 
ally employed, partly on account of ease in laying the pipes and 
partly to reduce the number of flat grades, and thus diminish the 
deposits. On the latter account a regulation has been adopted 
in Weiebaden prohibiting the use of grease traps at a greater dis- 
tance than 7 ft. from the foot of the house pipe. Since the die- 
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charge from courts also requires to be screened before entering 
the sewers, it will often be found possible to make one pit serve 
for both the house and court connections, and even for roof water 
in some cases. Such a combination should not be made without 
care, or the pit or basin will overflow at times. In Wiesbaden, 
one pit may only receive the entire discharge from an area 
less than 54 sq. yds. in extent. In the majority of cities it is 
not necessary to pass water that is reasonably pure, such as that 
from baths, through intercepting traps. The rules in use at 
Karlsruhe read as follows : Rainfall pipes may discharge into the 
sewer or house drain without a water trap ; kitchen pipes must be 
connected with the sewer by a bend or knee under the inlet, 
and a catch pit ; other discharge pipes to be provided with a 
siphon or catch pit, or, in cases where unusually large quantities 
of grease occur, with an easily cleaned grease trap. 

The extent to which preliminary purification is to be carried 
depends entirely on local circumstances. Where the quantity of 
sand used in the household is small, and the flow of water in the 
discharge pipes is so rapid as to flush away the sediment that col- 
lects, catch pits may be omitted. Since all the domestic sewage 
must be swept away, it will not do to pass any part through a 
catch pit, and hence a separate connection ought to be laid to the 
sewer when the kitchen drainings pass through sugh a pit. On 
sanitary grounds, all deposits in the vicinity of a house are to be 
avoided, and the expense and annoyance attending their removal 
is considerable. When such are unavoidable, they should be con- 
centrated as much as possible to facilitate removal, and the pipes 
should be arranged to give the greatest amount of ventilation. 

The preceding remarks are based on the supposition that 
water-closets are used. This is by no means universal, however. 
In some old cities it is customary to have a dry connection from 
the privies to the sewers, and even when better sanitary arrange- 
ments may be had, to retain such arrangements on economical 
grounds, or through lack of water for flushing, as in Aachen, 
Bonn, Linz, Salzburg, and Wurzburg. The evil results of such a 
practice are many, such as the escape of sewer air into the houses 
and the formation of offensive deposits in the connecting pipes, 
which cannot be entirely obviated. The best results are attained 
by an oft repeated flushing of such connections, by means of hose 
lines, as in Salzburg, Liverpool, and Danzig. 



CHAPTER IX. 

Flushing. 

For flushing purposes, water may be classified under the fol- 
lowing heads : 

a. Flowing or standing water at the higher ends of the sewers-to 
be flushed, which can be admitted without previous collection and 
allowed to drain off from the lower ends of the system into other 
channels. In Bern, Wurzburg and Innsbruck brooks are used in this 
manner, while in Freiburg industrial canals are utilized for 
the purpose. 

h. Rivers with a rapid fall, from which water may be taken 
above the city, and to which it is returned after passing through 
the sewers, as is done in Breslau, Danzig, Liege, Munich, 
Reichenhall, Zurich and Strassburg. 

c. In places on tidal waters the variation in the sea level is 
utilized for flushing. In Bremerhafen, for example, water is ad- 
mitted to the basins during high tide, and allowed to flow from 
them into the sewers as soon as the water level has fallen suf- 
ficiently to cause a scouring action. At Brighton water is ad- 
mitted at high tide at one end of a sewer running along the shore, 
and escapes at low tide from the other end. At Emden water is 
admitted at several points during high tide. 

d. Water collected by pumps or pipes at the upper end of the 
system, either in ditches, reservoirs, or sections of sewers cut off 
for the purpose. The latter plan is much used where there are 
several lines of sewers to be flushed and the water for the purpose 
must be supplied through a single line, as in Danzig and Karls- 
ruhe. Reservoirs fed by brooks are employed in Mainz, Munich, 
Dtlsseldorf, Cologne and Wiesbaden. It is necessary to pass the 
water of the brooks through catch basins in order to remove all 
the sand before admitting it into the sewers. In Bremen, water is 
pumped from the Weser River into the moat surrounding the 
city and then fiows into the sewer to be flushed. 

e. Rain, spring, and ground water is often collected in reser- 
voirs, usually underground galleries through the walls of whi(3h 
it is admitted. Frankfurt, Stuttgart and Goettingen have such 
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reservoirs. In Frankfurt, the gallery is 984 ft. long, 4.6 ft. wide 
and 5.6 ft. high, and is filled every day except in rainy weather, 
when it is sometimes filled three times daily. 

/. The public water supply is often used. The water is generally 
admitted to flushing tanks from which it is discharged into the 
Bewers. 

g. Water from shops of various kinds is used when it can be 
had in sufficient quantities. In Dortmund water is taken from 
the city baths, in Liege from mining establishments, in Linz 
from a large brewery, and in Pest the water of condensation from 
large flouring mills is employed. 

h. Where free water is lacking, and that from the waterworks 
is too dear, the sewage itself may be used for flushing. Generally, 
however, water is also added from the mains to the upper end of 
the sewer to be cleaned, because there the quantity of sewage is 
small. In Berlin the addition of water for this purpose averages 
about 11 cu. ft. a year per capita. 

The quiet flow of water in a sewer will only have a cleansing 
power when large quantities can be used for several hours. 
This is rarely possible, even where hose connections can be made 
with hydrants, and in such cases temporary shields are usually 
placed in the sewers, enough water being thus collected to cause 
a strong flushing action when the shield is suddenly removed. 
The sewers are divided into stretches by movable partitions, and 
each length then separately cleaned. It is customary to begin at 
the upper end and wash the sand and mud down toward the lower 
points, although occasionally flushing begins in several points 
simultaneously, in order to avoid clogging the system in any 
place. The length of the section that can be flushed with one 
setting of the partitions varies greatly, being governed by the 
grade and size of the sections. Care must be taken that the 
backwater from the lower part of the sewer does not cause incon- 
venience to the residents along the line, and that the extra 
pressure does not fracture the pipes or masonry. The partitions 
employed sometimes occupy the entire cross section of the sewer 
and sometimes only a portion of it. 

When the effect of flushing cannot be well calculated while 
iesigning the system, it is best to leave several points in the 
masonry so arranged that flushing tanks can be placed in position 
Uter if found necessary. 
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The interval between successive flusMnga varies greatly. Some 
of the sewers in Hamburg are cleaned in this way every few days ; 
in Berlin every twelve, in Frankfurt and Datizig every three 
weeks, while in England the 
interval is from one to three 
months. 

The flushing devices may 
be divided into four classes 
as follows : 

1. Hand Apparatus. — In 
Pig. 83 a, the water Is kept 
back by a cover held in place 
by a small brace. At 5 the 
cover is held by the hydro- 
static pressure alone, while in 
c the cover is also partly 
^°- **• supported by a frame in 

which it slides, and in d there is a hinged flap over the outlet. 
The forme shown at a and b may be moved from manhole to man- 
hole, but do not adapt themselves to a well-designed base, like 
that illustrated in Fig. 89. In order to discharge the water it 
is necessary in all cases for a laborer to enter the manhole and pull 
the rod or chain connected with the cover. In case he should 
forget to do this, an overflow pipe is sometimes provided, as at i, 
or a float, as at d. The over- 
flow pipe is specially adapted 
to a manhole in which the 
inlet pipe has a marked bend, 
as in Fig. 84, for in such 
cases there is little backing 
in the inlet until the over- 
flow begins to act. Where 
there are no manholes in the 
proper place lor flushing, * 

small pipes can be used for 
casing in the rods of the 
covers (Fig 85). 7' 
87 represent forms of plate covers adapted to larger sewers. 
3. Flushing Gates, revolving on an upright or slightly 
inclined axis. The two hinges are attached to a cast-iron frame 
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in Fig. 88, and the gate itself BtiSened with braces. While the 
sewage is held back the gate is braced by an arm which rests 
against a corner of the masonry. In order to allow the water to 
escape, this arm mnst be withdrawn, usually by an attached rod, 
Fig. 89. The gate must be closed by hand. A more convenient 
attachment is shown in Fig. 90. The arm is easily thrown from 
the position shown by solid lines to that indicated by the 
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dotted oatline, by turning an eccentric bolt, not shown in the 
cut, when the rush of the water will throw the gate open as 
indicated by the dotted outline in the section on d. The 
hinges are slightly out of perpendicular in order that the gate 
will fall back as soon as the water has returned to its normal level. 
When it ia desired to retain the sewage for flushing, the end 
of the arm holding the gate is fixed to a shoe which is 
then driven forward by the crank and gearing until it can be 
turned on the eccentric bolt before mentioned, bringing the whole 
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apparatus into the position indicated in the figure. The work- 
men stand in the niche coutaining the gears. 

Another apparatus quite widely used is shown in Fig. 91. The 
arm a is here attached to a movable rack, driven by the pinion c, 
which is tnrned by a key d, a pawl holding the pinion in position. 
When the pawl is released the pressure of the water will open the 
gate. Sometimes the sewer is closed by means of a pinion gear- 
ing into a quadrant-shaped rack attached to the frame of the door. 
But the use of teeth should be avoided as much as possible in such 
devices on account of tlie quickness with which they are attacked 
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by rust. In very wide sewers it is sometimes necessary to nse a 
gate with two wings. 

3. Sliding Valves, with mechanical lifting appliances. The 
form used in a great number of citiee is shown in Fig. 92 for small, 
and Fig. 93 for large sewers. lu the latter modification a gear is 
keyed to the top of the worm shaft and counterweights maintain 
an approximate equilibrium. Several defects, which have been 
noticed in this arrangement of parts, have been overcome in the 
apparatus. Fig 94, made under the Gbigbs patents. The worm 
is protected from dirt and is e^ily oiled. The guides are faced 
with bronze and the cover is beveled below, so that a tight joint is 
formed. In the street cover is an indicating apparatus showing 
the exact amount of opening. These gates have given good re- 
sults in Karlsruhe, where they are used on sewers from -J to 6^ ft. 
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in diameter. In all valves of this class, the opening is done more 
slowly than when gates are employed. They are, therefore, beat 
adapted for use with large quantities of water, where a small loss 
is of no consequence, and have the advantage of delivering the 



Fia. 90.— Flushikq Gates, 

FSAKEFURT, UrjEeSKLDOBV 
AND STVTTOAItT. 



water in a fairly steady flow, which carries off the impurities in a 
satisfactory manner. 

4. Automatic ^flushing appliances reduce the expenditure for 
labor, especially in cleaning house connections. They operate 
after the manner of intermittent springs. A reservoir is slowly 
filled with water and sewage, which is suddenly discharged into 
the sewer, thus causing a flushing wave. The amount of water 
and period cf flushing should be so chosen th^it the eewer will run 
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full. The wave will become flatter as it proceeds and the length 
of Bewer that can l>e cleaned by each reservoir ia limited. The 
whole process is automatic and recurs at regular intervals. 

a. The Rooebs Field svstem. Fig. 95, much used in Eng- 
land and America, is usually employed at the dead ends of 
sewers. The reservoir is fed from the water mains with a valve 
for admitting water adjusted to give the proper quantity for regn- 
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lar action. When the water level reaches the mouth of the de- 
livery pipe the reservoir is emptied through the siphon formed 
by the inner and outer tubes, the discharge being quite rapid. A 
small quantity of water remains and acts as a water seal against 
sewer air. In Memphis, Tenn., the cistern holds 53 cu. ft., and 
is emptied every 24 hoars, the discharge lasting 40 seconds and 
cleaning about 1,000 ft. of sewer. 

5. The improved Field system is shown in Fig. 96, which 
represents the apparatus manufactured by BOcking & Co. It was 
noticed in the older Field apparatus that the thin edges at the 
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top of the inner tnbe at times prevented the discharge of the 
water by a siphon action, the overflow taking place very slowly 
and only equaling the discharge of the water pipe in amount. 
Therefore, a small funnel was placed at the top of the inner tube, 
and the outer tube bent down, as shown in the cut. This ar- 
rangement insures a proper dlecharge by causing the parts to act 
like an injector. 

In apparatus of this kind in Rome, placed every 723 ft. on a 
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sewer previously subject to large deposits, it was found that the 
discharge of 88 cu. ft, of water twice a day was sufficient to keep 
the system in good condition. In one district of Paris a number 
of these reaervoirs are used which discharge from 14 to 25 eu. ft, 
three times a day, while about 600 larger cisterns are used at the 
dead ends and on the dirtier streets throughout the city, likewise 
discharging three times daily, or more often if managed by a 
laborer. 

c. The CuNTZ system. Fig. 97, In order to make certain 
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that the siphon acts properly, the water paases through an injec- 
tor, S, before it passes into the reservoir through the pipe /. In 
this way air is constantly sucked f i-om the space a, but is also ad- 
mitted through c until the end of that pipe is closed by the water. 
Then the air in a is removed by the injector and the siphon be- 
gins to work. When the reservoir is to be filled more quickly 
than can ba done by the injector alone, the cock d is opened. In 
Karlsbad 140 cu. ft. are discharged in four minutes. 

d. System of Van Vranken, Fig. 98. In this construction 
a box is placed under the siphon. This slowly fills with water 
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and seals the end of the discharge pipe. When the box is filled 
it tips on its supports into the position indicated by the dotted 
lines, and thus sets the siphon in action. Afterward it falls back 
into its original position. Unfortunately, it is difficult to ex- 
amine the box white in place, and on that account the end of the 
siphon is sometimes carried through the wall of the reservoir into 
another chamber, ae at Regenshurg. 

e The Fruhlins system. Fig. 99. The discharge pipe ia 
closed by a yalve which is connected by a rod with a float, 5. The 
upper end of the float is connected with one end of a lever, bear- 
ing at its other end a box and weight, c. While the water is ris- 
ing b and c are in equilibrium. Finally, however, the water pours 
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into the box causing it to sink, and thus opening the valve. The 
great velocity of the discharge, 13 ft. a second, causes eddies in 
the reservoir which sweep away all solids. Hence sewage may be 
used for flushing, which is not possible in the Cuntz system. 
This plan is followed at Koenigaberg and Magdeburg. 

/. The American system, Fig. 100. In this apparatus an un- 
Bymmetrieal box is slowly filled until its equilibrium is destroyed 




and it tips on its supports, discharging its contents. The size of 
the box and quantity of water discharged cannot be very large, 
thus restricting its use to bouse conuections. 

With properly constructed inlets and flushing apparatus, the 
water carriage system of sewerage ought to prevent the formation 
of deposits, so that only with very long intervals between flushing 
will mechanical cleaning be necessary. When water for flushing 
cannot be had, or is too expensive, other methods must be em- 
ployed. See note, page 283. 
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In amall sewers or di-ains a large chain can be pulled back and 
forth, but a brush is much better, using first one of small 
diameter and a larger one afterward. Sometimes spherical metallic 
floats slightly smaller than the section of the sewer are allowed 
to pass through it. These floats are caught by each deposit and 
hold back the sewage until a sufficient head is obtained to sweep 
away the obstacle. Manholes are built in the atieele for the pur- 
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pose of employing these various means. In private grounds it is 
usually sufficient to form connections like that shown in Fig. 101, 
where the upper cut represents the form of connection for use 
outside and the other for use inside a house. In Berlin, Mann- 
heim, Wiesbaden and other plaoea, a covered opening, 1 ft. long, 
must be provided in every house connection within the limit of 
the private property, for purposes of inspection. In case this 
opening is under ground a pit must be builu in order to reach it. 
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This 18 nBTially done in cellars, see Fig. 116, which represents such 
an opening in connection with a hinged gate for flushing. 

In large sewers the deposits are collected with wooden shov- 
els, and the walls then swept with brush brooms. In Berlin, the 
gangs for this work 
consist of three labor- 
ers, and each sewer is 
cleaned every 30 days. 
' In the larger sewers of 
Brussels and Paris, 
carts with hanging 
metal plates are used. 
Fig. 103. The plates 
are lowered by the screw 
rod on the cart until 
the sewage begins to back up behind, which canses a strong cur- 
rent to pass under the plates and wash away the sediment. The 
cart is moved along to a great extent by the pressure of the sew- 
age. The deposits are usually collected in dump carta running 
on the same rails used by the cleaning cart. A somewhat similar 
plan is followed in Berlin, where a frame is carried by a rolling 
platform from manhole to manhole. In Cologne, the frames are 
liung aft&E use on tackles in chambers leading to the sewers. 



CHAPTER X. 

Ventilation. 

Like water, the air in sewers should never be stagnant, but 
rather constantly in motion, escaping at some points of the sys- 
tem and being renewed at others. In this manner all the im- 
purities, both suspended and solid, will be more or less oxidized 
instead of collecting in putrefying masses, as they were at one 
time believed to do, and the air will not differ materially from 
that outside. It will contain no injurious gases, only a some- 
what larger amount of carbon dioxide (I to 5 permille compared 
with 0.5 in the open). 

Moreover, in the circulation of the air, alterations in its press- 
ure will be caused by the inrush of water from houses and adjoin- 
ing sewers, and equilibrium must be restored as soon as possible, in 
order that water in the traps may not be blown out or the sewer 
air escape at unsuitable points. It has, indeed, not yet been 
proved that disease germs are carried through sewers properly 
constructed, and the weight of evidence is in favor of the view 
that the spread of epidemics is entirely independent of sewer air. 
This may result from the adherence of the germs to the coating 
on the sewers, and the great dilution of the sewer air when it 
enters the open. The question is extremely complicated, and, on 
any account, the formation of deposits in the neighborhood of 
houses is to be avoided, from their unpleasant odors, if for no other 
reason. And it is to be remembered that the odors from the regular 
outlets will become less marked as the circulation in the sewers is 
more rapid. Here, as in all hygienic matters, prevention is better 
than cure. 

The causes of the circulation of air in the sewers are the dif- 
ferences in temperature and moisture within and without the sys- 
tem. In summer the interior air is cooler and heavier, and hence 
flows dov/nward toward the outlets. In the cooler seasons it is 
warmed by the surrounding earth and tends to rise. In conse- 
queuce of the action of the sun on the various inlets and outlets 
the heat communicated to the house pipes from chimneys and hot- 
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water pipeB, and the different depths at which the sewers are laid, 
the resulting flow of air ia constantly varying, and a ayatem with 
its niimeroua branches and openings lias no aingle main current. 
Minor influences are the temperature of the sewage, the nature of 
the sewer walls (affecting the coefficient of friction), and the 
winds blowing over the different openings. In view of all these 
influences, which together determine the currents, it is not sur- 
prising that the direct observations made in aewera do not always 
agree. In geueral a downward flow of air toward the outlet is 
desirable, as the tendency is then to draw the gasea from the 
houses, with the sewage. Such a motion has been found to pre- 
vail in Munich in the street sewers during the aummer, while in 
the houae draina the currents are upward, through the eacape 
pipes to the roofs, Bee note, page ^84. 

Practically these currents conaiat of two columns of air of 
different temperatures and therefore weight, which imperceptibly 
mingle within the sewers. The outer air enters 
at several pointa, its temperature and amount of 
moisture are altered, and it then leaves as aewer 
air. That this motion should always be in one 
direction is of course desirable, but not to be 
expected. Usually the direction changes fre- 
quently, especially when the grades of the aewera 
are eteep. On this account it has been aug- Pm-io^-AmVALvo, 
gested that the sewerage system be divided into 
zones by contoura from 25 to 35 ft, apart, and the air be prevented 
from rising from one zone to the next above by air valves similar 
to those shown in Fig. 103. These valves are much like the traps 
in mines and afford a ready passage to the sewage, but are com- 
paratively air-tight. Such devices do not act as well in practice 
as in theory, and it appears advisable to confine the attempts at 
ventilation to preventing the aewer air from entering houses. 

The various systems of ventilation for this purpose are shown 
in diagram in Fig. 104. 

1. In the first system, the aewers and the air communicate by 
means of manholes, ventilation shafts, atreet inlets, and rain pipes, 
while the inside connections are all made by water traps. These 
means of ventilation are rarely all present at the same place ; gen- 
erally the houae drainsare cutoff by a running trap. Sometimes the 
man-holes are also closed to prevent the escape of possiblv injurious 
6 



82 



HOUSE CONNECTIOSS. 



gases, and in such cases the only ventilation obtainable is through 
the rain pipes. An objection to this system is the unreliability of 
these pipes. The difference in temperature at their ends may be 
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so little that no current will be created ; and, moreover, during a 
heavy rainfall the water in them will act as a piston for com- 
pressing the air and, in place of giving a means of ventilation, will 
rather tend to cause stagnation. On this account the rain water 
is often led into the sewers by entirely separate pipes, emptying 
into the crown, as shown in the third sketch. The worst feature 
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of this system is the liability of the water in the traps to be blown 
out by the compressed air iu the mains. 

2. An improvement is introduced in the second system by pro- 
longing the house pipes upward through the roofs, thus affording 
a means of equalizing every change in pressure of the sewer air. 
Since this air would be apt to enter the water of the traps by the 
inclined connections, it is well to join the highest point of the 
trap by a suitable pipe with this ventilator, or with a secondary 
pipe opening either into the higher part of the first or into the 
open air, as shown by the dotted lines in the second sketch. 

This plan is the simplest method of preventing the escape of 
the water in traps, which is often caused by the suction or press- 
ure of a large quantity of water suddenly 
falling through the main soil drain. It also 
serves to remove the gases from grease traps 
and to prevent the slow absorption of 
sewer air by the water in little-used con- 
nections. 

The pipes should be of such a size that 
the friction of the air in passing through ^^' ^^' 

them will be quite small. On this account the ventilating pipes 
should be as large as the soil pipe of which it is an extension, 
and the connecting pipes should be at least 2 ins. in diameter. 

A number of mechanical devices have been tried for prevent- 
ing the escape of water from traps, but they all fail as soon as 
dirt collects about them. The best of these is the rubber ball of 
Gerhard, Fig. 105, which is pressed against an upper seat when 
there is danger of a blow-out, and drawn against a lower seat when 
there is any tendency to suck out the water from a trap. 

As before mentioned, in the normal circulation of the air, it 
enters at the street connection and rises through the soil pipes. 
This current is more certainly maintained when the house drains 
are specially warmed or placed in the vicinity of chimneys, al- 
though the latter method is not always reliable in dwellings. 
When there are quite a number of trap-ventilating pipes in a 
house it is often well to connect them to a secondary ventilator 
built into a special flue in the chimney, as is required in Munich. 

In many dwellings the situation of the rooms will permit of 
two secondary ventilators, one for water closets and one for kitch- 
en and other connections. Sometimes the kitchen drains are 
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supplied with traps before they join the sewer connection. In 
this way the closet gases are prevented from entering the kitchen 
pipes. Such construction, however, does not appear necessary if 
the designs are suitably made, and the flushing action of the 
kitchen wastes is lost. But foul gases should never be allowed to 
come in contact with traps in which the water is liable to evapor- 
ate from disuse. These ought to be separately connected with a 
trap surely filled, such as those used in kitchens. 

When it happens that a kitchen drain terminates in a grease 
trap the latter must have a connection of some kind with the 
air, in order that proper ventilation may be maintained in that 
drain. In such a case the circulation in the street sewers is 
obtained through the soil pipes alone, as in Wiesbaden. Where 
the closets are not connected with the sewers, the latter have no 
air connection whatever with the houses and must depend on 
other means for ventilation. 

In a number of German cities the sewerage system is connected 
with the air by the threefold means of manholes, rain pipes and 
soil drains. The house pipes are ventilated in this way, as well as 
the sewers, although the number of dead ends in buildings tends 
to decrease the actual length of pipe through which the air circu- 
lates. In most cases the householder should be required to afford 
a good ventilation, either by soil pipes without catch pits at the 
bottom, rain pipes connected directly to the sewers, yard or court 
inlets without traps, or special ventilating pipes. The latter 
might be partly paid for by the city, as they directly aid the 
municipal system. 

As already remarked under (1), the rain pipes are unreliable 
and the soil pipes cease to act as ventilators as soon as their out- 
lets into the sewers are closed. On this account special ventilat- 
ing pipes are attached to the houses of several cities, as shown by 
the dotted line in diagram 2. These pipes take the place of the 
rain and soil connections in rainy weather, and in very narrow 
streets they occasionally replace ventilating shafts in the streets. 
They are especially to be recommended for dead ends, and are 
extensively employed in Wiesbaden, Basel and Danzig. In the 
latter city over 100 are used, together with some 300 ventilating 
shafts. They have proved especially valuable in Emden, where 
the manholes are tightly closed, ventilating extensions not required 
or used over the soil pipes, and the rain pipes lead to cisterns 



VESTILATTON. 86 

where the water is collected for household purposes. Therefore 
an air pipe was taken from each manhole, under the pavement, 
and carried up the front of a neighboring building. 

3. From the third diagram on, the public and private drains 
are separated by disconnecting traps in order to prevent sewer air 
from entering the dwellings. In diagram 3, the rain pipe is not 
disconnected, as it is designed to aid in the street sewer ven- 
tilation. This complete separation of the houses, generally adopt- 
ed in England and America, is certainly excellent on account of 
the sanitary protection it affords, but appears somewhat unneces- 
sary when all the details shown by dotted and full lines in diagram 
2 are properly designed and constructed, and, moreover, compli- 
cates the ventilating arrangements. 

In diagram 3 it will bd seen that the circulation of air in the 
sewers depends entirely on the unreliable rain pipes, while the soil 
pipe has only one outlet into the air, that at the upper end. 

4. In the fourth system there are two house pipes — one forth© 
kitchens and sinks and the other of the closets. One of these is 
located near a chimney, so that its temperature is sufficiently 
above that of the other to maintain a good current of air through 
both. Dead ends are to be carefully avoided in this system. In 
the diagram the rain pipe is disconnected by a trap, as should be 
always done when its upper end is near a roof window. 

5. In this system the rain pipe serves as an air inlet to the 
house pipes, and a special ventilator is attached to the front of 
the houses, as indicated by the dotted lines. 

6. Since the rain pipe is unreliable in its action, the last men- 
tioned system is frequently replaced by the construction shown 
in diagram 6, in which a special pipe, opening into a court or 
under a flight of steps, furnishes a constant supply of air. The 
points X and y should be some distance apart, the farther the bet- 
ter. When the direction of the current is contrary to that indi- 
cated by the arrows, z must be some distance from the house, and 
the uncertainty as to the direction of this current has led to the 
introduction of the next system. 

7. Here the ventilating pipe is carried up through the house 
to the roof and a fairly constant circulation is assured by placing 
one of the pipes near a chimney. This plan has the advantage of 
removing the gases of a house in the quickest way. In the dia- 
gram it will be noticed that the same plan is followed outside the 
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house as inside, and the ventilation of the whole system is certain, 
as no reliance is placed on the action of the rain pipe. This sys- 
tem, or the last one, is required in Cologne, with the addition of 
a secondary ventilating pipe, similar to that shown in diagram 2, 
when the soil pipe connects with more than two stories. 

From the preceding paragraphs it will be noticed that the 
disconnecting system leads to considerable multiplication of pipes 
when it is desired to secure as perfect a ventilation as can be ob- 
tained by the second system outlined above. The additional 
security against sewer air is costly, too costly according to German 
ideas. In America much stress is laid on the interception thus 
obtained of '' unsuitable " bodies before they reach the sewers, 
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but the retention of such bodies near or in a house is more apt 
to be disagreeable than otherwise. 

If it is not desirable to attach the long pipe shown in diagram 
7 to the front of a building, there is always a danger of the water 
seal between the house and the sewer being blown out and the 
effect of the disconnecting trap thus lost. This has led to the 
following system: 

8. In diagram 8 it will be seen that a large pipe is placed just 
beyond the disconnecting trap. This is shown on a larger scale 
in Fig. 106, and consists of either a masonry or pipe shaft. If the 
water seal is blown out, the sewer air will escape rather through 
this shaft than by the narrow soil pipes. In this way, also, 
a constant supply of air enters the soil pipes and aids the circula- 
tion in the house. This plan is adopted in Linz^ where the 
shafts are of masonry and the sewer pipe sealed by a flap which 
can be turned back for cleaning, as shown in Fig. 106 a. These 
shafts are usually located in courts. 

9 and 10. In still another system, shown in diagram 9, Fig, 
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104, there are two disconnecting traps near each other, with a 
ventilator betweeu the two, which allows the gases to escape wheti 
either seal is broken, usually the outer. If the two traps are 
placed outside a house the construction shown in Fig. 107 may 
be employed, which also serves for collecting surface rain water. 
The short open stretch through which the sewage flows is unim- 
portant if there is no tendency to form deposits in the shaft. A 
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modification of the same arrangement may be adopted within a 
building, as shown in diagram 10, and then necessitates two 
ventilating pipes, as in the seventh system. The two adjacent 
traps can be formed by a single casting, as shown in Fig. 108. 
The tongue on the side next the street is not so long as the other, 
in order that the seal beneath it may be the first to give away. 

In general it may be claimed that the last systems are too re- 
fined for the purposes to which they are adapted, and even if all 
the seals are destroyed the results would not be so extremely bad. 



88 



SEWER VENTILATION. 



-^'i • »^ * " * 



for the traps for each individual house connection would still re 
main intact, and could not be injured if the inside piping is ar- 
ranged as in the second diagram. 

As regards the details of the water traps before mentioned, it 
will be seen from Fig. 109 that the angular form a causes deposits 
which leave a curved channel for the sewage. This curved chan- 
nel is usually followed in making the bends or knees shown in b- 
e, Fig. 109. It is always best to leave an opening in the pipe for 
cleaning, as in c, d, and e. The forms d and e are especially suited 
for systems 4-10, in which a vertical pipe for either water or air is 
connected just behind the water seal. In e there are two openings 
for cleaning the adjacent connections. 

The ventilating shafts already mentioned as being located over 
the street sewers are placed every 100 to 350 ft. They are espe- 
cially suited for dead ends and for the 
arched construction shown in Figs. 32 and 
37. Manholes and lampholes are adapted 
for this use ; and where they are not properly 
spaced for the purpose, special ventilating 
shafts similar to those shown in Fig. 36 are 
necessary. The construction shown in Figs. 
28 and 31 allows all the dirt from the 
streets to fall into the sewers and should be 
modified in some manner so that the sewage 
may be kept fairly free from sand and leaves. 
In the Berlin manholes. Fig. 30, the cover is pierced with holes 
near the circumference, and 'a plate, with a hole in the center, is 
fixed a short distance below this cover. In America the arrange- 
ment shown in Figs. 29 and 98 is employed. Here the holes are 
in the center of the cover, and a pan is suspended in the center of 
the shaft. It is sometimes the practice to close the manhole 
tightly and rely for ventilation on a special ventilating chamber 
constructed as shown in Fig. 110. In this chamber the sand and 
leaves are retained while the water drains away unchecked. 
Where small pipe ventilators are used, the same results are ob- 
tained by the arrangement's shown in Figs. Ill and 112, the first 
being a German and the second an American model. In the lat- 
ter form, the water entering through the grating is allowed to set- 
tle into the ground. 

It is occasionally deemed necessary to disinfect the sewer air 
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before allowing it to escape. This is usually done by passing it 
through charcoal. The best device of this nature is that em- 
ployed by Kawlinson and shown in Fig. 110. It consists of a 
layer of charcoal held between two wire screens. The water 
entering the ventilator, filters through a layer of sand, and then 
runs into the shaft through a drain indicated by dotted lines. 
Generally such screens are little used, not only on account of the 
check they produce in the ventilation, but also from the fact that 
the great dilution of the sewer air as it enters the open air prac- 
tically removes all danger. 

There are two other peculiar methods of producing currents 
which require notice. One is the building of tall chimneys at 
the highest points of a system, through which the sewer air may 
escape. There are two such in Frankfurt. They are not heated, 
and on that account their action is of ten doubtful. Their dimen- 
sions are difficult to calculate so that the currents will be of 
proper velocity and the chimneys of manufacturing establishments 
would produce a much stronger current. In every case their 
influence will only extend to the nearest opening in the system, 
and their value is therefore much restricted. 

Mechanical ventilation has been tried with good results in 
London. The sewer to be ventilated is open to the air at one end, 
and is furnished with a suction device driven by the wind. The 
other end may be low or high, provided only that there is free 
access to the air. The direction in which the current moves is 
immaterial. A large sewerage net must be subdivided into a 
number of small sections where this system is used. In this way 
the air in the London sewers is renewed 46 times daily. Such a 
device could be used to increase the circulation in houses cut off 
by a disconnecting trap, as in systems 4-10, Fig. 104. See note, 
page 284. 



CHAPTEE XI. 

Effects of Subsoil Water. 

Where the regular or relief oatlets of a sewerage Bjstem lie be- 
low the high-water level of the receiver of the sewage, some sort 
of a gate or valve mnst be uaed. The ontleta cau be left open and 
the water allowed to back up in the sewers only in places where 
the system is placed so far below the surface that the effects of the 
back water are limited to a small area, for otherwise extensive de- 
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t to emove, would be formed. A common con- 
Btructi n a a t atic door or gate. Fig. 113, so balanced that 
a slight X f p sure on either aide is sufficient to move it. 

For lar^jCr settiona the flap should he suspended by links. Fig. 
114, and provided with a chain for opening the sewer in case of 
an accideiit. The great defect of these gates is their imperfect 
contact with their seats, allowing a constant leakage and prevent- 
ing the sewage, when it does escape, from doing ao with enough 
velocity to sweep away the sediment. Hence in large sewerage 
systems, where a slight increase in the labor expenses is com- 
paratively unimportant, it is much better practice to employ slid- 
ing gates, similiai to those illustrated in Chapter IX, Oceasionallv 
both swinging and sliding gates are employed, the latter being nsed 
in ease the former fail to work. Those relief outlets of the Ham- 
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burg system that discharge into navigable waters are protected 
from inflowing water by swinging gates, Fig, 114a, which open 
automatically as soon as the sewage has attained a sufficient depth. 
Moreover, many of these oHt- 
s are provided with sliding 
gates, as shown in the cut, 
which are useful in flushing. 
Such a plan has been followed 
in designing the outlet of the 
trunk sewer in Hamburg, 
Fig. 115. While a short 
length of the outfall remains 
open to high water, some distance from the outlet two sets of 
gates eflectually shut off the system from the inrush of water 
during unusually high tides. One set of gates is arranged on 
the same plan as canal locks, the others are sliding gates. All 
are operated by hand. Moreover, needle weirs can be used if 
necessary, somewhat after the plan shown in Fig. 45. 

Cut-off valves are also necessary for house connections to sewers 
liable to be filled during floods, which serve as reservoirs a part of 
the time, or are so small in section that adequate provision has 
not been made for unusually large rainfalls, or are so near the sur- 
face of the ground that the house connections must enter at the 
side and not the crown. 
The valves are usually 
placed in cellars, but 
sometimes outside of the 
houses. They are gener- 
ally automatic, because 
it is not possible to trust 
the wa,tchfulness of the 
householders. 

The devices are either 
hinged doors or balls. 
The first are illustrated 
in Fig. 116, showing an 
easily moved flap, opened 

by the outflowing sewage ^'°- "*«-«"""' °^"^ *■ ^--»u™. 
but closed by any back water. A cover is provided for clean- 
ing purposes. Another somewhat similar valve. Fig. 117, is 
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used in Breslau. It is provided with a tongue, e, forming a water 
seal, and a small silt pit, g. The top is closed by a cover, b, 
which may be removed for cleaning, the sewage being held back 
by the flap, a, secured by the bent lever, c. After cleaning the 
trap, the act of replacing the cover, b, throws the lever, c, back 
and opens the flap, a. 

Ball valves on the Gerhard principle are shown in Fig. 118. 
The balls are made either of rubber or iron (hollow), and are 
occasionally arranged as shown in Fig. 119, which represents a 
catch basin and fittings, used in courts in Heidelberg and Emden. 
In the first form the back water presses the ball upward, in the 
second form downward. 

Automatic valves of these types will fail in practice after some 
use, on account of the dirt which always collects. For this reason 
many engineers prefer hand appliances, and hold that a forgetful 
householder should suffer from his negligence. In Munich, both 
automatic and hand valves are use*d. The latter are generally flap 
valves, like those shown in Fig. 85, or sliding gates. The latter 
liave been already explained in Chapter IX. The accompanying 
cut. Fig. 120, represents a small type much used in Munich for 
house connections, and differing somewhat from those already 
illustrated. 

When a house and lot have been cut off in this way, the drains 
act as a reservoir as long as the gates are closed. During a heavy 
storm the pressure within may equal that without. Then the 
valves will open and the private sewers will be relieved. In no 
case should the house pipes discharge into the other drains below 
the maximum level of the back water in the system ; otherwise 
sewage will flow into the house instead of from it. Hence it will 
be seen that the best plan would be to cut off, not the entire 
system of the house and adjoining land, but only those pipes 
which lie below the maximum water level, as is frequently done in 
Hamburg and other places. The pipes should be capable of 
withstanding considerable inside pressure. 

Another class of cut-off appliances is necessary in those cities 
where occasionally part of the surface is submerged by spring 
tides or floods. The sewers in such places must be protected, not 
only at the regular outlets, but also at the street and court inlets 
and deeper cellars, in order that the water rushing in during the 
floods may not cause excessive backing in the higher part of the 
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syeteni. All manholea should be protected, therefore, by closely 
fitting covers. Ventilation is ineqred by rain and special pipes 
on or in the adjoining houses. All inlets must be provided with 
yilves, which, however, should not be automatic, as the passage 
of the water would thus be hindered during the normal con- 
dition of affairs. The valves should beoperated by_hand in one of 
two methods — either the inlets remain closed and are only 
occasionally opened to allow the water on the streets to escape, or 
they remain open and are closed only during floods. The first 
method is more certain to keep out the flood water, but the second 
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is better adapted for the usual condition of the streets. But in 
any case the labor of opening and closing is considerable, and 
where the submerged area is extensive it will be well to provide 
for surface storm-water gutters. In this way the rain falling on 
occasionally submerged districts is kept out of the sewage of 
Hamburg, Duesseldorf, and Cologne. If the roofs also discharge 
their rain water into the gutters, the sewage from such districts 
becomes entirely domestic, the sewers are able to act as reservoirs 
for a larger area, and the pumps, if there are any, have to handle 
smaller quantities than otherwise. Such a plan does not prevent 
the use of the rain pipes for ventilation, as an inclined connec- 
tion can be made, as shown in Fig. 121. It would be better ti 
carry a separate ventilator up to the front of the house. 
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Where the hottom of the cellar is below the level of the ground 
■water, the latter caa uenally be carried off without difficulty. 
"When the house drains have been laid, there usually remains a 
loose layer of dirt around the pipes, which serves to carry off the 
■water to some extent. Thus a secondary drainage system is formed 
outside the regular sewers. In this way the excavations for buildings 
are easily drained, but the method is liable to dry up neighboring 
springs and injure wooden foundations. In order to ensnr© 
reliable working, the sewers can be surrounded with gravel or be 
provided with a special drain, as in Fig. 7, or side drains for the 
purpose may be connected with the main sewer. Sometimes^ 
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when the main system is very open in its plan, special sewers may 
be used to carry oEf the ground water. 

The regular sewerage system may also be used for subsoil drain- 
agfij by having openings in the upper part of the sewers. Such a. 
plan would allow sewage to escape during heavy storms, but the 
dilution of the domestic sewage is then so great that little danger 
would result therefrom. But the large quantities of water liable 
to enter the system through these openings render impossible any 
exact estimates of the total amountto be handled, and requires a 
larger expenditure for pumping. On that account a Danzig reg- 
ulation prohibits the drainage of open lots by means of the 
regular sewers, although the lota having buildings upon them 
may be so drained. 



96 SUBSOIL DRAINAGE. 

Such devices for disposing of ground water are particularly 
valuable for cellars liable to be flooded during storms. The 
water is carried off before it reaches the bottom of the cellar by 
means of small side drains. Fig. 132. If the quantity is too large 
to be so handled, it will be necessary to shut off the sewer system 
in the same manner as is done in submerged districts in cities, in 
order that no evil effects may be produced by the backing up of 
the domestic sewage. The drains must be supplied with a cut-off 
valve, which will prevent the ground water from entering the 
sewers, and occasionally a water trap may be employed, so that in 
case the sewage does back up into the house all solid matter will 
certainlv be removed therefrom. Care must be taken that this 
trap is never dry, as it would then be worse than useless ; an auto- 
matic feed from the water mains might therefore be employed to 
insure a perfect seal. 

The sewers can also take up ground water by endosmosis. The 
materials of which they are constructed are more or less porous, 

and allow water under pressure to gradu- 
^^g^ ally pass through the walls. This phe- 

^^^ [ J^ nomenonhas been observed and the in- 
crease in sewage caused by it measured. 
With a head oi 6% ft. an appreciable 
Fig. 122. quantity of ground water can pass through 

a 10-in. brick wall. This has led to the fear that in the same way 
the sewage in a system might be diffused into the surrounding 
soil by exosmosis. Fortunately, experiment and theory are op- 
posed to this view. Chemical examination of soils in the neigh- 
borhood of Munich sewers, and at some distance from them, shows 
that with good construction the infection of the ground from this 
cause is very slight or totally wanting. Similar examinations in 
Hamburg, Altona, and English cities have had the same result. 
Six years after the first researches in Munich a second set was 
made, and it was found that the effects of exosmosis were even less 
perceptible than before, probably because the J)ores of the material 
were filled. But the oldest sewers, rationally constructed, which 
have been so examined, were built within 25 years of the time of 
examination, and it may be urged that after a longer time the 
pores will again open. Where the soil surrounding the sewers is 
porous, the escaping sewage would be speedily disinfected by pass- 
ing through the ground, just as in a filter. 
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Eecent investigations in the subject of osmosis have led to 
more important results. The walls of the sewers form a porous 
diaphragm between two fluids of different densities, which must 
experience an exchange of the substances dissolved in them. But 
on one side of the wall the fluid is in motion, and on that ac- 
count its exosmosis is diminished or entirely stopped, while its 
endosmosis is materially increased. These effects grow with the 
velocity of the current and the porosity of the materials, and may 
account for the difference in the phenomena observed with still 
and flowing water. It may be generally assumed that the sewers 
take up water rather than give it out, and hence a somewhat 
porous material might be desirable. 

But the assumption that two fluids are present is by no means 
possible in all cases. All sewers are not placed in ground water 
districts, and even in damp soils the contact of water with the 
walls cannot be always assured. The current within the sewers 
may be very slight, or at times the sewage may remain stagnant. 
On these grounds the endeavor to have impervious walls is justified 
and the influence of osmosis, even where it seems to be probable, 
should be regarded as an over-refinement if made a subject of cal- 
culation. 

The nature of a sewerage system depends to a great extent on the 
character of the ground water. Where the latter springs from an 
unlimited source, like a large river or the ocean, it is of course im- 
possible to construct sewers at any great depth below the sur- 
face. No sewerage system could carry away all or any large part 
of the ground water surrounding deep cellars in such localities. 

A perfect drainage of the ground water can be carried out 
where this water is due only to the rain which falls on the sewer- 
age area. In cases where the subsoil water flows slowly under 
the whole city, a well-constructed system of drains will have a 
good effect by producing a depression in the stratum of wet earth 
under the city, just as in the neighborhood of a well a greater 
depth of earth remains dry than elsewhere. 



CHAPTER XII. 

The Separate System. 

While the ordinary combined or water-carriage system ol 
sewerage conducts in one channel both rain water anddomesticsew- 
age, in the separate or divided system a complete network of 
pipes is provided for the domestic sewage, occasionally including 
the ground water, while the rain water is carried off by gutters 
and storm drains. A part of the storm water is often admitted 
to the domestic sewage, but such a practice is not consistent with 
the principle of complete separation, which is often employed in 
America, and which forms the basis of the following comparison 
of the systems. 

1. Means of Keeping the Sewers Clean. — During heavy storms 
quantities of sand will be washed into the sewers, even with the 
most carefully constructed street inlets; and although this sand is 
not of itself dangerous, it may contain organic matter. On the 
other hand, it is the rain which is relied upon, to a great extent, to 
wash away the accumulations formed during dry weather. 
Whether, and to what degree, a preference is to be given to separate 
sewers, on the ground of greater cleanliness, depends entirely on 
local circumstances. If the streets are much used and badly kept, 
if the grades of the sewers are slight, heavy storms unusual, and 
regular flushing of slight effect, then the divided plan is surely 
the better ; under other conditions it is not so good, especially 
when the domestic sewage carries with it quantities of scouring 
sand, which is largely used in the households in parts of (Jermany. 
The advantage of the more narrow section and greater velocity, 
which occurs in the separate sewers during dry weather, is also 
quite varying. For maximum quantities of domestic sewage alone, 
pipes of 6 ins. diameter, the minimum in America, migiit satisfy 
the requirements of quite large districts. These would run full, 
or nearly so, once daily, while the *' combined^' dry-weather sew- 
age, flowing in a circular sewer of 16 to 24 ins. diameter, would 
have less depth and velocity. Bnt this difference can be reduced 
by employing an egg-shaped section, since in this the combined 
sewage at such seasons flows in an approximately semi-circular 
channel, giving as great a velocity as in a full circular pipe. 
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Finally, it must be noted that the house connections with separate 
sewers are more easily made. 

Moreover, as regards flushing, the same cleanliness can be at- 
tained in the separate system with less water than in the other. 
Generally the flushing is done by means of automatic tanks ; 
in America, one tank holding from 17 to 35 cu. ft. is allowed for 
every 200 to 500 inhabitants, and is emptied once or twice daily. 
This averages about 35 cu. ft. per capita a year. In Berlin, where 
a large amount of mechanical cleaning is also done, the same 
amount of water is employed. 

When the first separate sewers with automatic flushing tanks 
were constructed in America no manholes were built.* This led 
to frequent excavations, and has not proved successful. 

2. Ventilation. — In both systems a sewer coating and the de- 
velopment of disease germs are possible. In general, the separate 
system is less exposed to these evils from its more uniform water 
level, its sections entirely filled at least once a day, and the flush- 
ing to which it is subject. On the other hand, the entire surface 
of these sewers is more often exposed to the organic matter, and 
thus possibly the germs have really a larger breeding area than in 
larger sections. Be that as it may, the ventilation of the large sewers 
is better, and hence the sewer air and the germs it carries with it 
are more thoroughly mixed with fresh air. 

3. Relations to Streets, — The increased difficulty of handling a 
heavy traffic on muddy streets makes the relation between clean 
pavements and sewers an important one. Both systems have 
their drawbacks. The street inlets of combined sewers are apt to 
have dry traps with foul deposits in them, and the escape of sewer 
air is not unusual. These evils, however, are not so much the 
fault of the system as of its management. On the other hand, it 
is claimed that with separate sewers much offensive matter, 
instead of entering the sewers, is carried away in the gutters, 
and is apt to create a nuisance. Generally speaking, the cost of 
street cleaning is independent of the nature of the sewerage 
system, it making little difference whether the refuse is removed 
from pavement, from gutters or from catch basins. It would be 
much more expensive to remove a similar amount of refuse from 
the sewers themselves, but such a method is practically out of 

* This refers to the sewers oonstructed in Memphis, Tenn., under the direction 
of Colonel Waring. 
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the question. Moreover, the flushing of the gutters by the rain 

has the iiatne effect in both systems ; iu the coinbiued system the 

water flo>vs from the watershed to the nearest inlet, while in the 

separate system it flows a much longer distance and is therefore 

more likely to cause trouble by accuinalatitig in large quantities. 

Where the street traffic will not permit of long gutters the rain 

water is carried away under ground in the separate system by a 

special drain. Tins drain^need not be lower than the proper 

depth to ensure immunity from frost and a proper grade, and ia 

generally above the separate sewer. In case the grades allow, 

one aewer ia generally placed above the other, as shoivn in Fig. 

123, which represents a section in use i'l Budapest, the upper 

drain being for broo^ and rain water. Sometimes the smaller is 

placed within the other, as in Paris, Fig. 

18. The details of construction are the 

same in both systems. 

4. Pollution of Rivers. — Provided 
actual sewage is not allowed to enter the 
rivers, the comparison between the two 
.^. -^ systems in this respect is made by ex- 

amining the character of the effluent 
from the relief outlets of combined and 
the storm water of separate sewers. Tiie 
nature of the effluent depends upon the 
amount of cleaning of the sewers in 
the first case, and of the streets in the second case. Theoretically, 
all street refuse is carried to the river when special storm sewers 
are employed, while in combined sewerage part remains in the 
system. The fact that closet sewage may escape from the relief 
outlets into the river, which is impossible under the separate plan, 
should not he of much weight in such a compariaon, aa the outlets 
are only used at rare intervals and then the domestic sewage is ex- 
tremely diluted. 

5. Construction Expenses. — A financial comparison can only 
be made after the local conditions have been studied, but it is 
possible to makea few general statements. Where the rain water 
can be conveyed in surface drains, and only the domestic sewers 
are placed under ground, the cost of the separate system is con- 
siderably less and may sink to from ^ to -J that of t!ie combined 
system. Where the water-courses are favorable but the demands 
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of traffic or the nature of the grades require an underground 
storm drainage, the separate system still offers a financial advan- 
tage. For the storm sewers may lead directly to the river or other 
body of water, and therefore require a smaller section than would 
be necessary for a combined system, with its broad and low-lying 
trunk sewers for conveying the sewage to a distant outlet. 

In many cities there are brooks already covered, suitable after 
repairs for storm sewers but unfit for receiving combined sewage, 
as has been repeatedly demonstrated. In a place already possess- 
ing a partial or too small sewerage system, it may happen that the 
best relief lies in using the old sewers for rain water and laying a 
new net for sanitary purposes. 

If it is impossible to divide a city into a number of sewerage 
districts, it may be necessary in employing the divided system 
to lay three separate nets — one for domestic sewage, a second for 
rain water, and a third for ground water. In this case the cost 
would generally exceed that of a combined system, yet not in the 
ratio of the length of sewers under the two methods, for the storm 
sewers could be laid near the surface and simultaneously with 
those for sanitary purposes. Moreover, the more expensive con- 
struction of a separate system in densely peopled cities may be 
counterbalanced by an economy in the cost of pumps, outfall 
sewers, settling and precipitation basins which are naturally 
smaller than when combined sewage must be treated. 

6. Cost of Maintenance, — The last remarks apply equally well 
to the running expenses of purification plants, which are less 
with separate sewers, and the advantages of a more constant duty 
at the pumping stations and a freedom from excessive quantities of 
storm water should not be forgotten. Moreover, the separate 
system generally requires less water for flushing, and this item 
may result in considerable saving in some cities, although where 
the water supply is large there is little to choose between the two 
plans in this respect. 

From the above summary it will be seen that, as regards sanitary 
matters, there is little choice between the two systems. The de- 
cision rests upon financial grounds alone, on the cost of con- 
struction and maintenance of works under the two plans. At the 
same time the unpleasant features of the separate system, espe- 
cially the liability to increase the difficulties of street traffic, must 
not be overlooked. These may entirely forbid, or at least dis- 
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countenaQce, the use of the system. Unfortunately it is not pos- 
sible to express in dollars and cents the bad effects of dirty streets, 
and on that account everybody is not competent to judge of the 
merits of the two plans. 

These considerations have limited the application of separate 
sewers to. cities of moderate size, not closely built up, or in 
narrow valleys with steep grades. The first American city so 
sewered was Memphis, where the plans were prepared by WariinTG. 
Several other places were soon after provided with the same 
system, the rain water being conducted off in surface drains in 
every case. A small experimental district has been supplied with 
separate sewers in Paris, the rain water flowing away in the old 
sewers. A new system is proposed at Karlsbad, where it is 
intended to carry the rain water into the Tepl Eiver, flowing 
through the city, and to have the domes tie sewage discharged into 
the Eger Eiver, some distance off. The separate system is now 
used in a suburb of Potsdam, and the entire town will soon be 
sewered in this way. Steglitz, near Berlin, offers an interesting 
example of a small town employing this system. With a 
population of 40 to the acre, a daily water consumption of 
2.47 cu. ft. a person and one-half of this amount as an hourly 
maximum, the domestic sewage is only 0.0029 cu. ft. a second an 
acre, while the rainfall is sometimes 1 cu. ft. a second an acre, 
and one-quarter of this amount flows away immediately. In such 
a case, where the storm sewage is a hundred times the domestic 
sewage, — and this ratio will probably continue to hold, — the sewer- 
age system selected is naturally that with separate sewers, espe- 
cially where the surface disposal of the rain causes little trouble, 
as in this case. 

The separate system is also of value where the outlets are some- 
times closed by high water and, the system must act as a reservoir, 
thereby necessitating as small a quantity of sewage as possible. 
This advantage is still more marked in '^submerged districts" of 
several cities. 

As has been already mentioned, combinations of the two systems 
have been made, by mixing a part only of the storm water with 
the domestic sewage. Proper drainage of private property has led 
to this. When the land extends back some distance from the 
streets, it is impossible for the larger part of the rainfall to reach 
the surface drains ; and where frost and rains occur together to 
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any extent, a subsoil drainage is imperatively demanded. But 
apart from this, a proper sanitary disposal of the house sewage 
may require all the effluent from a house to pass away through 
one pipe, which results usually in good flushing. Moreover, it is 
always desirable to have dry cellars, and the best way to insure 
these is to have a drain leading to the sewer.* Goettingen has 
recently constructed a system on this plan, the water from the 
courts and the rear of houses entering the sewers, the remainder 
flowing off through surface gutters. 

It is possible to employ both systems in the same town or city, 
not only by dividing the whole area into separately sewered 
districts, but also by an actual junction of separate and combined 
sewers. This latter may be accomplished in two ways. In the 
first case, some of the streets may have combined sewers receiving 
domestic sewage from other streets where the separate system is 
employed. The combined sewers will naturally be found in the 
largest streets, in thickly built localities and in flat districts, 
while the separate system will be employed where the grades are 
heavy and the houses more scattered. In the plans for Elberfeld 
the separate sewers are used in the upper part of the town, the 
min flowing off into a neighboring stream and the domestic 
sewage passing down to the combined sewers in the lower village, 
whence it goes to the purification works. 

In the second method a domestic sewerage net may be con- 
structed and the rain water allowed to run in gutters, but a pro- 
vision made for combined sewers later, when closer building 
and increased traffic require it. This plan presupposes that the 
saving in interest will more than counterbalance the cost of the 
later system. 

Eecently an improvement in the separate plan has been intro- 
duced by Shon^e in a number of English cities. He divides the 
city into a number of separate districts, each with its own do- 
mestic sewers, leading to a low point within. The domestic sewage 
must flow with sufficient velocity to keep the sewers clean. 
Shone considers 3i ft. per second during the period of 
maximum discharge sufficient for the purpose. These plans 
naturally depend on local circumstances to a large extent. In 
each '^ low point '* is a reservoir which stores up the domestic 
sewage, and, on being filled, discharges its contents into higher 

* Long before Waring, several EngUsh cities—Oxford, Windsor, Reading— were 
sewered upon a partial separate system. 
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trunk sewers, lying close to the surface and serving as an outfall 
system for all the dietricts. 

In tills way the difBculties attending flat grades are to a great 
extent overcome, and the heavy expense of digging deep trenches, 
of frequent flushing, and of removing deposits is avoided. It is 
customary to use compressed air in these plants, a cential 
station distributing power by this means through iron pipes to all 
the districts. The air pipes are two or more inches in diameter. 
The pumping or lifting appliances may be constructed in many 
forms, provided that the discharge is automatic and takes place 
as soon as the reservoir is filled. Shone invented an ejector. 
Fig. 124, for this purpose, in 
which the rising water in a 
spherical reservoir finally lifts 
a small belt in the top of the 
chamber. This bell is con- 
nected with a valve, which, on 
being opened, admits com- 
pressed air to the chamber, 
thus emptying it of its con- 
I tents. A suitable set of check 
valves is provided for maintain- 
ing the proper direction of the 
discharge. The air valve is 
closed when the chamber is 

bucket always fall of sewage. From 11 to 22 cu. ft, can be hf ted in 
this way in 30 to 60 seconds. These appliances form the weak point 
of the system, for a large number are necessary in extensive sewer- 
age nets, and, if any of them fail to work, the repairs are difficult 
and apt to require some time. Two ejectors should therefore be 
supplied at each "low point," requiring a considerable outlay. 
Leakage in the mains is also liable to occur, and is difficult to 
locate and remedy. 

It is well known that pneumatic distribution of power from 
a central station is a cheaper method of running light 
motors than the use of separate power plants of small size,* 
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Moreover, the central station possesses the advantage of a con- 
stant duty for the engines, since the pumps can be used to feed 
]:irge air reservoirs instead of connecting directly to the mains. 
These ejectors do away with the friction and other losses of 
pumps, besides being economical of space. On this account they 
might be used with advantage for other purposes than that men- 
tioned above. The sewage in large trunk sewers might be 
handled in this way both along the lines and at the outlets. 
Manufacturing establishments might doubtless at times find their 
use profitable in draining vaults and deep cellars. They might 
be used in the combined system, but in that case the quantity of 
water to be handled would require very expensive apparatus. 
The English cities in which these ejectors are in satisfactory use 
include Eastbourne, Warrington, Southampton, Henley and Dar- 
laston. As compared with a siphon, the ejector offers an advan- 
tage in allowing the use of sewers nearer the surface, and there- 
fore cheaper. But when a pumping station is necessary at the 
outlet of the system, it might be more advantageous to employ 
the siphon than to operate two or more independent power plants. 
The latest sewerage plans of Lieri^ur recognize the separate 
system and employ it in three ways — 

1. For cities which require the removal of excrement alone, 
the pneumatic-tube discharge is recommended. See Part III, 
Chapter X. 

2. In cities which require the removal of all domestic sewage 
but permit the storm water to disappear by surface drains at the 
outfall, the Petri method of purification is employed. See Part 
II, Chapter VI. This combination is employed by Minister of 
Commerce Schwartzkopf in Berlin, and is therefore designated 
the Liernur-Schwartzkopf system. 

3. In cities requiring all the sewage, both domesticand storm, to 
be carried away under the surface, the complete separate system 
is to be used. Ejectors are to be employed, and an economical 
construction thus obtained. In no case are the two classes of 
sewage to be combined. 
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Cost of Work. 

1. Price of clay pipes at the works and cost of laying the 
same, including the expenseof laying in the trenches and calking 
the joints, but excluding cost of transporation and excavation. 
Prices are for a length of one foot, and are computed from a 
large number of systems ; 

Diameter, ins 4 8 12 16 20 24 

Price at works, cts 8-11 15-23 80-45 53-75 83-118 120-158 

Cost of laying, cts 3-5 5-8 8-9 9 12 12-15 15-18 

2. Price of cement pipes and cost of laying, as above ; from 
the trade lists of Dyckerhoff & Widmann : 

Diameter, ins 4 

rM»««i<>- / Price at works, cts 9 

'^'*^" 1 Cost of laying, cts 5 

ttd-o. «haT»Aii / Vnoe at works, cts.. . - 
Bgg Shaped . . ^Q^gi^ of laying, cts - 

Concrete sewers made in place cost, exclusive of excavation, from 
$7.50 to $9.60 per cu. yd. in Mannheim, $6.90 to $8.40 in Stutt- 
gart ; in Zurich the average cost was $8.60, and in Bern $9.20. The 
excavation and filling comes to from 47 to 75 cents per cu, yd. 

3. Cost per lineal foot of completed sewers, including ex- 
cavation and similar work, but excluding manholes and inlets : 

Table V.— Cost of Sewer Construction. 
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The prices for Berlin are on the authority of Hobrecht, The 
smaller values are for masonry sewerB in good groand ; the larger 
for masonry sewers on concrete foundations between sheet piling. 

4. Price of special work, complete, varies considerably in 
different cities. Street inlets, $35-$45 ; court inlets, $10-jl5 ; 
manholes, l38-$75 ; lamp holes and ventilating pipes, tl3-$25 ; 
flap valves for flushing, $8-115 ; sliding gates, $20-$40 ; flushing 
gates, $25-175. 

5. Summary of the cost of a number of sewerage systems, in- 
eluding outfall sewers and pumps, but excluding purification 
works and private house connections. The cost per capita, 
actual or estimated, per lineal foot of street sewer and per square 
yard of area drained are all given. Under maintenance is em- 
braced flushing, cleaning, and general repairs : 
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The figures for the last three cities are for 1879; since that time 
the population has Increased, and the miles of sewers also, but 
much more slowly ; consequently the relative prices are now 
somewhat smaller than given above. Reports for 1886-87 were used 
in preparing the records of the other cities, together with such 
information as could be derived from a study of the plans and 
speciflcationa at hand. The expense in Breslau and Munich in- 
cludes the cost of several old sewers, which could only be ap- 
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proximately determined. The large amount in Berlin is due to 
the double sewers laid in many of the wide streets. The relatively 
short length of sewers per square mile in Danzig and Hamburg ia 
due to the fact that both cities include extensive areas where 
there are very few buildings. 

6. Methods of Payment, — In order to cover the cost of con- 
struction, the house owners and factories in the sewered districts 
should be obliged to connect with the system. Each house 
should immediately lay its connections when the sewers are built in 
the neighboring streets, or within a short time thereafter ; or, in 
case a system is already in operation, the house drains should be 
connected during the building operations. 

It is generally customary for the drains of houses and lots 
to be built at the cost of the owners ; yet it is the practice 
in some cities to construct those portions of the house connec- 
tions lying under the streets by municipal laborers at the cost of 
the adjoining householders, in order to have all the work uni- 
form. This is especially true in streets which are sewered after 
the district is already built up. The city then retains control of 
everything on or below the public streets, and keeps the whole 
system in order, except in so far as injuries are due to private 
negligence. 

Whatever may be the method under which the public sewerage 
system is built, there are but two methods by which the expendi- 
ture can be met, either by a single tax or a series of annual taxes^ 
The latter method is best carried out by increasing the annual 
tax to such an amount that the interest and principal may be 
repaid after* a certain number of years. This is not a bad plan 
when the entire area of a city has been sewered, and the taxes are 
thus actually proportional to the benefits each person receives. 
Such a plan, however, is unfair where corporations and the city 
itself are not taxed. The system has been adopted in Danzig, 
Breslau, Karlsruhe, Mainz, Mannheim, and Linz. Generally 
improvements and extensions of old sewers are carried out at pub- 
lic expense, since the public interests are directly concerned. 
Subsequent streets and districts — built up after a system has been 
introduced — are taxed for sewerage purposes by the following 
method: 

In the majority of cities the cost of sewers is borne by the res- 
idents entirely, they being obliged to pay as soon as connections 
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are made from their property. Accordingly, the methods of as- 
sessing this tax, explained in Sections 7 and 8 following, except in 
cases expressly noted, apply to the entire city without any dis- 
tinction between old and new streets. 

Each lot sends both rain water and domestic sewage to the 
public sewers, and hence it might be considered well to lay two 
taxes — one for the rain water, proportional to the area of the land, 
and the other for domestic sewage, proportional to the number of 
residents. But the two classes would be found to vary in about 
the same ratio, since an increase in the number of residents also 
tends to be accompanied by an increased area of roof surface. 
Since the quantity of rain water is generally small in proportion 
to the domestic sewage, a single tax will be found sufficient. The 
tax might be levied on the number of inhabitants, but it is better 
to make it vary with the financial standing of the individuals 
since it has been found that the richer classes consume more water 
than the poorer. 

7. Annual Tax. — In Berlin it is customary to pay an annual 
tax covering both the interest on the plant, and the cost of its 
operation. This amount is based upon the actual use made of the 
sewers by public and private parties, and is fixed annually by the 
proper officials. The tax is levied according to the value of the 
abutting property. 

Dortmund is another example of this class, but here the tax is 
based on the house tax. Dwellings paying a tax of less than 
$7.50 pay $1.25 for sewers, while those houses taxed above $7.50 
pay $2.50 for sewers. Connections for cellar and factory drainage 
are taxed $2.50 additional. 

In Goettingen a more complicated plan is pursued. A tax, 
varying from 50 cts. to $4.50, according to the house tax, is levied 
for domestic sewage connections, while factories have a special rate, 
determined by the average daily sewage ; being $14.83 annually 
for each 100 cu. ft. of daily sewage. 

Another method is followed in Duesseldorf. Here each lot 
pays 50 cts. annually for each meterof street frontage for domestic 
sewage connections without, or 75 cts. with, the discharge of ex- 
crement into the system. Where a single payment (see below) 
has already been made, these figures sink to 25 and 50 cts., 
respectively. The regular outlet is a pipe of 6 ins. diameter for 
every 49 ft. of frontage. If the size of the connections exceeds 
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this proportion the tax is raised. In Augsburg the annual tax is 
17i cts. per meter of frontage. 

The water tax also seems specially adapted for a basis of sewer 
rates, for the amount of sewage is approximately proportional to 
the water consumption. On this principle the sewer rates in 
Cologne are one-fifth, in Koenigsberg one- third, and in Stettin 
one half of the water rates. 

The simplest method of levying these taxes consists in charging 
a fixed annual sum for every connection ; 75 cts. in Darmstadt, 
75 cts. for each house in Eeichenhall, with a considerable increase 
for factories and 25 cts. extra for each water closet. 

8. Single Payments, — This method of paying for a sewerage 
system is employed more often than the preceding. It is usually 
based upon the length of the frontage of the lots. In corner 
lots the payment is made for the longer side or that on which the 
connections are actually made. In some cities it is not customary 
to reckon rain-pipe connections in calculating these taxes. In 
Hamburg the taxes are assessed over the whole city or on the 
sewered district, according as the benefits derived are general or 
local. 

In Bern the city contributes one-fifth, and the abutting prop- 
erty is taxed for the remainder of the cost of new or improved 
sewers. In Freiburg and in Salzburg the city pays one-third of 
the cost, and the abutting property is taxed for the rest, one-half 
of the amount coming from each side of the street. In the new 
streets of Budapest the residents benefited pay the entire cost of 
sections up to 37 x 21 ins. in size ; for larger sewers they are 
taxed $2 per meter of frontage on both sides of the street. 

This entire system of taxation is open to objections. The 
location of an expensive main or cheap branch sewer in a street 
does not depend so much on the character of the residents as on 
the general sewerage system, and it seems unjust to tax persons 
quite heavily for work which materially benefits others, who pay a 
much less amount. Hence a standard or normal system of taxa- 
tion is much to be recommended, the amount to be officially 
fixed. The minimum amount may be proportional to the average 
cost of the smallest sewers, and all the excess paid by the city. 
From this amount, the tax may be raised until any definite part 
or the whole of the cost of a system is met by the residents. 

In enlarging the city limits of Bremen and Mainz the parties 
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benefited are taxed for a branch sewer only. In Dortmund the 
rate is the cost of a 10 in. clay pipe, buried 10 ft. ; about 
13.75 to $4 a meter, or a trifle less per yard, at present. Fixed 
taxes per meter frontage are in vogue in Freiburg and Basel ($2), 
Heidelberg ($2.15), Munich ($3), Aachen ($3), Oassel and 
Nuremberg ($3.75), Duesseldorf ($5), Frankfurt ($7.50), Halle 
($2.25 in old and $3.75 in new districts, with an addition of $1.25 
for each connection made while the sewer is building, and $2 for 
those put in later). Stuttgart has a peculiar rule. Where the 
entire house system is connected by a single pipe the tax is $3 
for each meter in the expression VF, where F is the area of the 
building. If the rear of the building is separately connected, 
then the tax sinks to $2.50. In Hamburg the tax is $5.25 for 
built-up and $2.25 for open lots, the latter being taxed $3 when 
houses are erected upon them. A special tax of $5.25 per meter 
is placed on house connections laid in public property, and 
$1.50 for each entrance of a private drain into the sewers. 

In some cities new houses built after the completion of the 
sewers, and making connections with them, are required to pay 
part of the cost ; in Linz $4.07, Dresden $5.65, Karlsruhe $10. 
The latter amount, the highest of all, is due to the fact that in 
that city the new residents are obliged to pay for a part of the 
whole system already in use. 

In Goerlitz the tax is $18.75 for one connection, usually 
covering the whole house. In Aachen new houses with a front- 
age of less than 26 ft. pay $45; when larger, the amount is 
$52.50 ; factories pay special rates. Within the city proper of 
Wuerzburg the rate is $24.25 per connection; outside the city it 
is $125 for a house or factory containing less than 20 persons. 
For a greater number of workmen $5 is charged for each ad- 
ditional person. In Prague a tax of 4 cts. is levied on each square 
meter of land on which a building stands. 
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CHAPTER I. 

POLLUTIOiq^ OF RiVEBS. 

The question as to whether sewage may be directly discharged 
into public water-courses or must first be more or less purified is 
still a matter of debate in both scientific and official circles. The 
following remarks are intended to summarize the facts bearing 
upon the matter. 

1. Character of Sewage. — It has already been shown in Part 
I, Chapter IV, that the presence or absence of excrement does 
not materially affect the character of sewage. The actual presence 
of such matter does not produce the effects which theory appar- 
ently points out as probable. From a chemical point of view, the 
elements and products of disassociation of excrement are identical 
with those of the remaining organic substances in house and in- 
dustrial sewage. Moreover, the quantity of sewage does not de- 
pend to any extent upon the method in which the excrement is 
removed. Hence regulations concerning the disposal of sewage 
should perhaps apply to all classes, and be based only on the 
proportions of nitrogen, chlorine, and other elements present. 

In the same way, from the point of view of contagion, the pos- 
sible, although extremely improbable, transmission of disease 
germs must be regarded. No matter what may be the sewer- 
age system employed, it is possible for excrement to enter the 
sewage ; and it is also possible that this may come from diseased 
persons. Just as no distinction should be drawn between the 
hygienic properties of drinking water and that for other household 
purposes, since one may be as dangerous as the other, so in sanitary 
matters the distinction between different classes of sewage is not 
qualitative but rather quantitative, and to be determined often- 
times by microscopical examinations. 
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There is no doubt that the putrefaction of organic substances 
is injurious, even without the presence of contagious germs. But 
putrefaction does not occur in flowing water containing much 
oxygen.* It is important that no substances already decaying 
enter a water-course ; and on this account the sewage of a rational 
system is much superior to that from old sewers, drains, and 
similar sources. Although the presence of excrement is generally 
more unsightly than that of other objects, the converse may some- 
times be true, according to the degree of disassociation. 

2. Dilution, — The quantitative relation between river water 
and excrement is most easily determined in connection with the 
population, being proportional to it. In a comparison between 
cities, the nature of the manufactures, character of the residents, 
and method of disposal of the excrement are to be taken into 
account. 

The minimum amount of water flowing in a river must be the 
basis of these calculations ; not the minimum occurring once in 
a century, but that obtained by averaging the smallest annual 
flow in a number of years — just as in water-supply computations. 
In the following table all the figures have not been obtained in 
the same manner, and are, therefore, only approximately equivalent 
in their nature. The first column gives the proportion of the 
total quantity of excrenient that enters the sewers. 

Other methods of comparison can be employed. In Paris 106 
cu. ft. of sewage mix with 1;589 cu. ft. of river water in every 
second; but there are cities in which the pollution is much 
greater. In Dortmund an average of 7 cu. ft. of sewage enters 
the Emscher river every second, while the average flow of that 
stream is only 31.8 cu. ft.; and in the Salzbach, below Wiesbaden, 
the sewage and river water combine in equal volumes. The most 
impure navigable river in the world is probably the Clyde, into 
which more than a half of the sewage of Glasgow is poured, and is 
carried to the sea so slowly that many weeks may elapse before it 
reaches the mouth of the river. 

Many cities have been omitted from the table on account of 
the lack of current in the water-course or ocean receiving the 
sewage. Hamburg, Emden, Luebeck, Eostock, Stettin, London, 
and Liverpool are among these. 

In order to determine the amount of dilution that sewage must 
undergo in order to become innocuous, the so-called limiting 

* See note, page 286. 
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values of potable water (stilt a matter of dispute) may be taken 
as a basis of calculation. The average of eeven authoritative 
(German) statements gives 40 grammes of organic substances to 
each cubic meter of pure water, or about 17.48 grains per cu. ft. 
This would require urine to be diluted 500 times, although 
the other requirements of potability do not require such propor- 
tions. Hence, for the total daily excreta per capita, amounting 
to about 648.3 grains of organic matter, 1 cubic meter, or 35.3 cu. 
ft., of pure river water is necessary in order to fulfill the require- 
ments. 
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Organic matter of some kind is always to be found in rivers. 
Sometimes, even outside of city limits, .as much as 5.8 grains per 
gal. will be found. If a river is supposed to contain 1.3 grains, 
and a bad class of sewage containing, say, 29.3 grains is 
emptied into it, then a moment's calculation will show that tho 
water and sewage may be drunk if mixed in the ratio of 33 to 1. 
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If, moreover, the daily amount of sewage is assumed to be about 
7 cu . ft . per capita, and the hourly maximum one-twelfth this quan- 
tity, then the conditions for *'pure " water require about 322 cu. 
ft. of water per day per capita, an amount usually supplied. 

The objection can certainly be raised to these computations 
that the limiting amount of organic matter in potable water was 
not fixed under the supposition that a part of it was human ex- 
crement. The amount must be fixed not only by regarding the 
chemical composition, but also the original source of the sub- 
stances. Hence there are no definite values to be assigned, and 
the matter can be settled only approximately. The natural 
inclination is to exclude all excrement from rivers ; but, on the 
other hand, there are many streams receiving large quantities of 
such impurities, which do not appear to be injuriously affected. 

3. Self- Purification of Rivers, — This term is employed to de- 
note the purification which many rivers undergo owing to the com- 
bination of the oxygen in the water with the organic matter to form 
non-organic substances. This union takes place with compara- 
tive ease in the case of hydrogen sulphide and other easily 
oxidized compounds, but the majority of the impurities require 
the presence of micro-organisms as a ferment. The necessary 
mingling of air with the water increases with the velocity of the 
river, and on that account is given in the above table. The si- 
multaneous purifying action may, in the absence of more exact 
knowledge, be denoted by the product of the volume and velocity 
of stream, as given in the last column of the table. A compar- 
ison of these figures shows how justifiable were the regulations re- 
quiring a purification of the sewage of Paris and Breslau before 
its discharge into the river ; while the ordinances in Dresden and 
Stuttgart prohibiting the discharge of excrement into the sewers 
appear equally necessary. On the other hand, many cities could 
probably discharge all their sewage into the neighboring rivers 
without detriment to any one. In Neisse, where the comparative 
factor is 1,460, this is allowed by the authorities, and also in 
Munich, where the factor is 1,699, the sewage may be discharged 
into the Isar. 

All devices like weirs are of aid in purifying a river. The 
chemical union is effected when a wide surface of sewage is ex- 
posed to the air, but the action is much more rapid in rivers 
where the contact with particles of air is certain. The oxidation 
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is more rapid with high than with low temperature, but the 
liability of putrefaction taking place is also greater. The 
oxidation is, also, much more rapid with fresh sewage than with 
that which has begun to putrefy. Dissolved organic matter is 
changed more quickly than undissolved. The chemical waste 
from factories, the presence of lime or iron in the river bed or in 
the water, also affect the self -purification. Although some of these 
foreign substances, especially acids, are antiseptic, they also pre- 
vent the action of the micro-organisms. In this respect fishes 
and aquatic plants are advantageous in a river. The water 
weeds give off oxygen and take up carbon-dioxide, and are hence 
active agents in oxidation. This vegetation presupposes a high 
degree of dilution ; in foul water the growth would consist of 
mold and other organisms attending decay. 

The action of all these elements and influences is naturally a 
manifold one. Observations on the self -purification of rivers have 
shown very divergent results. While English rivers appear to be 
almost universally lacking in this power, American and German 
streams in many cases, especially with dissolved matter, have 
shown very gratifying characteristics, even as regards the nature 
of the micro-organisms. The Pegnitz, for example, which 
receives all the sewage of Nuremberg, is contaminated for a short 
distance only. In Breslau, while the entire sewage was discharged 
into the Oder, there was a sudden increase in ammonia , organic 
matter, and bacteria just below the outlet of the trunk sewer. 
These things became gradually less, farther down the river, and at 
a distance of 20 miles from the city the water was as pure, chemi- 
cally and microscopically, as before it received the sewage. 

Where the self -purification is to be assumed as quite energetic, 
as at Neisse, Munich, and Cologne, the residents farther down the 
banks will be troubled in no appreciable degree ; and the pollution 
must be excessive which will warrant the interference of such res- 
idents with a formerly acknowledged right of the city to empty 
its sewage into the river. 

4. Effect of Grades, — The commingling of sewage and river 
water takes place more slowly with slight velocities than with 
more rapid currents, and on that account the pollution of stand- 
ing water is reprehensible. Where sewage is emptied into a tidal- 
way it tosses back and forth for some time before finally reaching 
the open sea. This motion would tend to purify the water below 
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the city, bat, also, to pollute that above. Hence a sewerage eys- 
tem discharging into a slowly moving body of water ahould be 
provided with an outfall sewer having a sharp, inclined outlet 
below low water and, if possible, a prolongation to the lowest 
part of the bed or channel, as shown in Fig. 125. The cut 
represents the outlet of the system at Halle, where an iron pipe, 
braced between piles, carries the sewage to the middle of the 
Saale Eiver. In Fig. 115 the entrance to a long outfall of this 
kind, made of beech wood, is 
shown. The outfall lies at right 
angles to the shore, is about 230 
ft. long, and has a grade of 5 
per cent. Such an arrangement 
offers the additional advantage of 
an always submerged outlet, in- 
suring a freedom from the bad 
effects of winds on the ventilation 
of the sewers. 

In spite of all these precautious 
the sewage never mixes imme- 
diately with the water, but con- 
tinues on its own way for some 
distance. Its presence, however, 
cannot be detected by diseolora^ 
tion or cloudiness in the water if 
the discharge takes place as just 
described. 

The presence of large floating 
bodies of organic matter is espe- °' 

cially offensive to the eye. Although the specific gravity of ex- 
crement, for example, ia over 1, nevertheless air bubbles, and even 
the current, will sometimes keep it on the surfa<;e. In addition 
to the disagreeable appearance of such matter, it requires a longer 
time, when on the surface, to break up and become dissolved or 
changed. During falling water such matter and the inorganic 
substances carried by the river settle on the sand bars and on the 
banks. This sludge is dangerous, from a hygienic point of view, 
since, if it dries, the putrefied particles will be blown about by the 
winds, and the bacteria it contains thus scattered, while if the 
water again rises, it will be more contaminated than before. 
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The extent to which such an action might take place, and its 
consequences, cannot be stated in broad terms. The remedies, 
or, rather, preventative measures, are : As constant a water level 
as possible, steep banks, the exclusion of excrement from the 
river, and a cross-section with the minimum wetted perimeter. 

5. Opposition of Various Interests, — The use of bodies of 
water as receptacles of sewage and refuse is as old a custom as 
employing them for washing, bathing, fishing, or drinking. It is 
apparently as little admissible to insist upon the absolute purity 
of a river as to regard it simply as an outfall sewer. Although 
absolute purity is the ideal condition of a stream, it is practically 
never attained, on account of the isolated dwellings and clusters of 
houses along its banks and the boats passing over its surface. 
It is therefore necessary to compromise the claims of all parties 
to the use of the water. 

As regards the claims of industrial works, the English Rivers 
Pollution Commission deserves special credit for showing the great 
loss many establishments undergo from a too free discharge of 
their waste products into neighboring streams. It is extremely 
important in many factories to have pure water, since impurities 
will either destroy or injure the products. The works must ac- 
cordingly be situated on streams which are, at that point, suffi- 
ciently pure. In some manufacturing establishments these con- 
siderations have led to a purification of the sewage of the shops 
before its discharge into the river, while in other places the ad- 
vantage of an unimpeded outfall was considered to outweigh all 
other claims. The solids retained in the purification works have 
often, it should be remarked, a considerable market value. 

The case is the same when a river is, or may be, polluted by 
municipal sewage, which may also come from manufactories as 
well as dwellings and streets. The use of a river for such pur- 
poses is generally subject to heavy damages from communities 
farther down the banks in case a nuisance arises. If the river is 
used in these lower places as a source of water supply, the sewage 
must not produce any evil effects on the water. Only under 
favorable circumstances and at a considerable expense can other 
sources of supply be used. All foul matter must be kept away 
from water used for washing, bathing, or similiar purposes. On 
the other hand, if a city is compelled to purify its sewage, it is 
forced to construct expensive works and maintain a sewerage 
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system under much more difficult sanitary requirements. The 
city may be benefited by such works, and the river certainly will. 
Under all circumstances the question at issue is simply whether 
the general sanitary welfare is better served by improving defec- 
tive conditions within a great city or those of a scattered popula- 
tion outside it. 

There is always a possibility that dangerou^disease germs, even 
with great dilution of sewage, may pass from the river through 
a filter to a person sensitive to their action. But to expend large 
sums to ward off any such possible danger is unjustified by our pres- 
ent knowledge of these bacteria ; and medical science can give no 
proof that they are transmitted in undiminished vigor by river 
water, or are spread abroad by evaporation or precipitation. A cer- 
tain amount of probability should be allowed in these matters, just 
as in respect to outlets and ventilators for hospital air and sewer air. 

The German Association for Public Sanitation has decided as 
follows on this subject : '' The purification of city sewage before 
its discharge into a stream is to be desired. Under present 
technical conditions and with regard to the heavy expense attend- 
ing the purification, it is recommended to employ the processes 
only v/hen sanitary evils are to be feared, or disagreeable conse- 
quences arise from lack of such treatment, which should in all 
cases be proportioned to the actual status of the evils. ^^ 

In many Dutch cities, where sewage is discharged directly into 
navigable canals, the dilution of .the sewage and renewal of the 
water become important problems. In Amsterdam and the 
Hague, water is pumped into the canals and their contents thus 
renewed and purified. In Amsterdam the pumps deliver daily a 
quantity of water sufficient to cover the entire surface of the 
canals to a depth varying from 2^ to 5 ins., although the plant is 
of sufficient capacity to fill the entire canals, if desired. In the 
Hague the pumps supply daily a quantity of water equal to half 
the capacity of the canals. Such methods are apparently unsuc- 
cessful. Not only must the water be renewed, but the impurities 
must be prevented from settling, which necessitates a current 
But any strong current would hinder the traffic on the canals, and 
therefore no flushing by swiftly flowing water is possible. 

6. Concluding Remarks. — From the above considerations it 
will sometimes be possible to determine at once the proper 
method of treatment. Occasionally it is only necessary to treat 
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excrement and factory sewage; for as already explained in Sec- 
tions 3 and 4 it is often sufficient for all purifying purposes to 
keep the excrement and occasionally the other suspended matter 
out of the river. The methods of doing this by means of suit- 
able devices in each house, described in Part III, Chapters VII and 
VIII, are not sufficiently uniform to serve for general municipal 
purposes; and it would be manifestly unfair to demand a greater 
degree of purity from one house than another. Hence central 
purification is more simple and uniform, asivell as cheaper, espe- 
cially as the sludge may often be valuable as manure. But it 
may be proper for large factories, breweries, abattoirs, or hospi- 
tals, which are connected with the public sewers, to have their 
own purification plant, since the central works may thus be some- 
times materially reduced in size or not needed at all. This may 
lead to use of smaller sewers, less flushing, and increased dura- 
bility of the material, owing to the removal of injurious chemicals. 
In many cities it is expressly provided that the industrial sewage 
must be chemically or mechanically purified before entering the 
sewers. The need of such treatment must be separately deter- 
mined for each case that arises. Or such establishments might pos- 
sibly be required to pay a special percentage of the expenses of a 
general purification plant. In place of purification it is possible 
to use dilution as a means of preventing river pollution. Bre- 
men offers an example of a city employing this method. Here 
the sewage from one part of the .place, the Altstadt, mingles with 
a small stream, the Wumme, and is then emptied into the Weser. 
The Wumme becomes very foul, being only a small stream, and 
it is now customary to pump water from the Weser into the city 
moats, as reservoirs, whence a proper volume may be ad- 
mitted to the already partly diluted effluent to raise the final 
ratio of water and sewage to 5 : 1. In this way the total dis- 
charge is increased sufficiently to reduce greatly the danger of 
deposits and odors, and the foul water is more certainly removed. 
Possibly such a plan could be employed, in whole or in part, in 
other places. 

7. Official Investigation of River Pollution, — The appointment 
of the Rivers Pollution Commission in 1868 was the first official 
English action on this subject. The Commission made very care- 
ful and valuable investigations and proposed certain limits to the 
amount of impurities which the effluents might carry with them 
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into water-courses, 13.1 grains of inorganic and 4.37 grains of 
organic matter in each cubic foot (together, about 2J grains to 
the gallon), as well as limits for 8 different chemical elements. 

These results are open to debate both as to their form and 
their quantitative limits. In the first place because they do not 
treat of the purity or impurity of the river, but only of the sew- 
age, and the considerations mentioned under (2) are neglected. In 
the second place, it is interesting to note that the above English 
regulations demand a greater purity in sewage than German 
practice considers necessary for drinking water. This may 
possibly be due to the fact that excrement is always supposed to be 
present in English sewers. 

Since these regulations appeared too refined, they were not 
followed in the preparation of the Rivers Pollution Act of 1876, 
which forBids in general the discharge of matter from dry closets, 
city sewerage systems, or factories with injurious effluents. Exist- 
ing connections from cities and factories may only remain when 
the best possible means for purifying the sewage is employed. 
This regulation is enforced with great mildness, and is regarded 
as an imperfect final resort in case of great necessity. No dis- 
tinction is made between sewage with or without excrement. 

In Prussia there exists a series of decisions of the Royal 
Scientific Commission of Medical Science, and the ministerial de- 
crees based upon them. The governing principle in all of these 
decisions is that water-courses must be kept free from continuous 
contamination by sewage, and many systematic sewerage systems 
have been delayed in construction or given up on account of this 
severe ruling. Recently only the best possible purification has been 
demanded, and the intention is to take into account all the local 
conditions, especially those immediately connected with the water- 
course. The decisions now rendered are regarded as less exacting 
than before, but there is unfortunately no fixed standard, and sub- 
sequent decrees may require an alteration in a sewerage system, the 
effluent of which is not satisfactory. The Commission regards the 
direct discharge of sewage containing excrement as only allowable 
in exceptional cases, and generally requires purification by filtration 
or, experimently, by chemical precipitation. If the excrement is 
separately removed, then the sewage of small places may flow 
directly into the water-courses, while that from large towns and 
cities must be purified, either mechanically or chemically. 
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In Saxony attention has been especially directed to river pollu- 
tion by factories, and good results have attended efforts at purifica- 
tion. But it is to be noted that the more industrial the nature of 
the inhabitants along a river, the greater will be the quantity of 
offensive matter which the domestic sewage of the villages and 
towns pours into the stream. City sewage has been considered in 
but few cases. Since common rights and duties are involved in 
such matters, the state began investigations of the subject in 
1879, and has proposed certain regulations. Fleck has recom- 
mended that the limit of allowed pollution be fixed at 10 kilos, of 
solid sewage a day per cubic meter of river water and per meter 
of current a second, corresponding to 0.41 ounce per day per 
gallon per foot of current. These 10 kilos, are approximately the 
allowance to be made for every 100 persons when industrial sew- 
age is excluded from the system. 

Finally, it is to be noted that in every instance relief outlets 
are permitted to discharge directly into the rivers or other bodies 
of water, even though some sort of purification is required at the 
main outlet. This is decidedly illogical with streams of some 
size, for there is little difference in the degree of pollution 
whether the discharge from the relief outlets, composed of 1 gal. 
of waste water to 5 gals, of storm water, mixes with 100 gals, 
of river water or 1 gal. of dry weather waste water mixes with 
100 gals, of river water. The only advantages are due to a pos- 
sibly somewhat more rapid mingling of river water and sewage, 
and the detention of the street refuse and similar matter, which 
enter the sewers at the beginning of storms. It would be much 
more logical to regulate the matter according to the water level 
of the river, purifying the sewage during low water and allowing 
a free discharge at high water. As is well known, heavy storms 
and full rivers do not always occur simultaneously, and the 
action of relief outlets is therefore no guide for determining the 
necessity of purification. Hence it will be easily seen that the 
whole question of the pollution of rivers by sewage is still far 
from settled. Belief outlets opening into small streams are by no 
means excellent devices, but rather necessary evils, as may be seen 
in Berlin, Vienna, and London. 



CHAPTER II. 

Chemical Precipitation. 

Wherever the velocity of a muddy stream is checked, there is 
a tendency to form deposits ; and if the water of such a river is 
allowed to stand for a sufficient time it will become clear. Many 
light and minute particles will remain floating, aided especially 
by particles of fat and air bubbles. The micro-organisms will 
not be precipitated to any extent. The water will be settled 
much more quickly if suitable chemicals are added. The sub- 
stances added form insoluble compounds with the suspended 
matter, and attract the floating particles in the water, especially 
if the latter are at all viscous. In both the mechanical and chem- 
ical methods, the same degree of purity can always be obtained, 
no matter what is the amount of solids present, provided sufficient 
time or chemicals are used. For example, in Halle careful ex- 
periments have shown that the addition of excrement to the 
sewage, treated by both chemical and mechanical methods, 
in no manner affected the effluent from the plants. 

The chemical treatment was developed in England by a long 
and costly series of experiments, many of them resulting dis- 
astrously. The principles upon which it depends are very simple. 
The chemicals act upon the floating and dissolved matter, and the 
micro-organisms are rendered harmless. The precipitate should 
not be too voluminous, and should be useful as a fertilizer, in order 
to offset the operating expenses by its sale. The numerous in- 
teresting processes that have been applied have not determined 
the actual cost of the treatment with any degree of accuracy. 
The leading chemicals are the following : 

Liffie, burnt from as pure materials as possible, is much used 
either as air-slacked lime or milk of lime. In the latter form, as 
a fluid, it probably mixes more easily with the sewage. It is well 
to use about 1 part of lime to 3 parts of water, and to run the 
mixture through sieves. The principal chemical change is a 
simple reduction and precipitation of bicarbciiate of lime, which 
allows the proper proportions of the charge to be easily calculated. 
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Other small quantities of lime combine with the organic acids, 
usually of the fatty series, and carbon-dioxide, one of the disas- 
sociated products of sewage, to form insoluble compounds. All 
the small flakes and globules so formed attract the floating par- 
ticles in the water, and carry them to the bottom. 

If enough lime is not present the action will not be so good, 
since all the portions of the sewage will not be reached by the 
agent. A greater amount tlian is necessary to precipitate all the 
impurities does not increase the efficiency of the process. The 
proper amount to be added is usually fixed at about 15 grains to 
the gallon in England, varying with the character of the sewage, 
and rising to twice that figure with the effluent from factories. 

In Essen the quantity of lime necessary to kill the bacteria 
was found to be 10 grains per gallon, but twice this amount is reg- 
ularly used. A slight alkaline reaction will be detected when 
enough lime is present, owing to the very small floating particles 
remaining in a free state. 

Sulphate of Alumina, another material for precipitation, 
is employed either as a dry powder or mixed with water, prefer- 
ably in the latter form. In the settling basins the sulphuric 
acid combines with the alkaline bodies, especially ammonia, the 
free alumina sinks to the bottom in flocculent form, and carries 
with it all the floating organic matter. The chemical and 
mechanical actions are thus of the same kind as when lime is em- 
ployed, and it is just as necessary to use enough of the precipi- 
tant. The alumina sulphate is somewhat more energetic than 
lime in its action on ammonia. The present cost of the former 
material is from three to four times that of lime, but could 
probably be reduced by treating clay stone with raw sulphuric 
acid. 

A combination of the two precipitants is employed in the Coven- 
try process, used in the English city of that name and in Frank- 
furt. The two substances are added one immediately after the 
other. The sulphuric acid then acts on the free lime, precipitat- 
ing alumina and calcium sulphate, two insoluble substances that 
will carry down with them all the particles floating in the water. 

The chemical equivalent of raw, damp sulphate of alumina is 
about four times that of lime, and the average charge per gallon 
in Frankfurt is 10 grains of alumina and 2 grains of lime. 
Some authorities recommend the use of an excess of lime in order 
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to assure that all the more costly alumina is used. In Cov- 
entry 10 grains of alumina are mixed with 5 grains of lime on this 
account. 

Among other precipitants may be mentioned the following, 
generally used in connection with milk of lime: 

Magnesia compounds; for example, the sulphate used in the 
Eoeckner-Rothe process, in which 23 grains of lime and 6 grains 
of sulphate are employed. A lime prepared from dolomite, con- 
taining magnesia and iron, has been proposed. Salts of iron 
and manganese, especially the chlorides and sulphates, ac- 
celerate the precipitation and combine with any hydrogen sul- 
phide present to form iron or manganese sulphides. Slag con- 
taining a considerable amount of iron and phosphorus, especially 
that from the Thomas process, yields a good precipitant on being 
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Fig. 126. Fig. 127. 

treated with acids. Enough lime must be also employed to 
produce an alkaline reaction. 

Soluble silicic acids are used in combination with sulphate of 
alumina in the Mueller-Nahnsen system. About 17 to 22 
grains of lime combined with 2 to 3.5 grains of the silicic acid 
are used for each gallon of sewage. The compound contains 
about 40 per cent, of polysilicic acids, 40 per cent, of alumina 
sulphate, and 20 per cent, of iron oxide and alkalies. 

In the starch works at Salzuflen no alumina is employed, the 
proportions for each gallon of sewage being 29 grains of milk of 
lime and 12 grains of a polysilicic acid, or the same amount of 
milk of lime and 6 grains of potassium silicate, or water-glass. 

The proper precipitants and their ingredients are to be deter- 
mined only after a careful examination of the sewage, for its 
character and quantity change very materially during the day. 
The sewage of Wiesbaden, for example, was found to contain so 
many salts that the use of alumina would be injurious rather than 
beneficial. See note, page 286. 

The most simple method of adding the chemicals to the sew- 



126 CHEMICAL PRECIPITATION. 

age is to allow them to flow through a pipe which delivers them 
over the center of the channel. It would be better to use a pipe 
with a number of holes, so that there would be several jets instead 
of one alone. A mixing wheel, Fig. 126, might be placed just 
below the point x, where the precipitants are added, the wheel 
being driven mechanically or by the flowing sewage. The lime 
and other substances might also be forced by a suitable blowing 
apparatus through a set of perforated pipes in the bottom of 
the channel. Fig. 127. A salmon way, formed by placing baffle- 
boards in the channel, can also be employed to obtain a thorough 
mixing. This method is illustrated in Fig. 138. 

Since the quantity of sewage to be treated varies hourly during 
dry weather, and the change is still more marked during storms, 
it is very important to be able to regulate the quantity of pre- 
cipitants added. This may be done by workmen who are pro- 
vided with instructions enabling them to adjust the valves or 
gates by which the precipitants are admitted, so that the^iddition 
is always approximately proportional to the flow of sewage This 
may also be done automatically by means of a float -which closes or 
opens the valves as it sinks or rises ; or a water wheel in the 
sewage channel could be employed which, by its more rapid or 
slow motion, governs the amount of material added. 

When the relief outlets are discharging, or would be, provided 
there were any, the precipitation process is usually stopped or con- 
fined entirely to simple gravity settling, on the principle that what- 
ever escapes at these outlets must also be allowed to escape at the 
main outfall. 



CHAPTEE III. 

Precipitating Tanks. 

Mechanical, or gravity, precipitation is independent of the 
nature of the chemicals employed, although each inventor com- 
bines a special form of apparatus with his favorite reagents. It is 
desirable, however, to have a suitable arrangement of parts for 
any or all chemicals. Three types of apparatus are now em- 
ployed — 

1. Plat basins which are filled with the sewage to be purified, 
and allowed to remain undisturbed until precipitation is complete. 
The process is known as intermittent precipitation. 

2. Long basins through which the sewage flows very slowly. 
Any one of the basins may be cut out from the others for clean- 
ing, but the sewage, nevertheless, is in constant motion, whence 
the name of the method — continuous precipitation. 

3. Upright tanks through which the sewage rises very slowly. 
The size of the tanks or basins depends upon the maximum 

quantity of sewage to be treated, and is calculated in the same 
manner as in determining the size of pumping engines. When 
this amount is exceeded, a by-pass or relief outlet, sometimes 
opened automatically by means of a float, allows the excess to 
pass off. All precipitation works must possess a power plant for 
preparing the chemicals and driving the pumps. 

In factories and mines the basins are often simply ditches 
with a clay bottom. For the large quantities to be treated in 
municipal works, smooth walls are to be recommended of either 
concrete or plastered masonry. Protection against frost is un- 
necessary, since the temperature of the sewage is from 39° to 46° 
Pahr., and it retains its heat for some time. Eoofs are sometimes 
built as a protection against sun and rain, but on account of the 
extra cost are not generally employed. The evaporation of the 
water is insigniflcant, but the sludge is apt to give off offensive 
odors while drying, and on that account the works are best 
located at a distance from dwellings. Where this is not possible, 
the plant, or at least those parts in which evaporation takes place. 
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can be roofed over and ventilated by chimneys, as is done in 
Halle. 

1. Precipitation Tanks Worked Intermittently. — The tanks 
are usually of the form shown in Fig. 128, the outlet being from 
3.5 to 6.5 ft. lower than the inlet. The bottom is somewhat 
lower than the outlet, in order to furnish room for the sludge that 
is thrown down. The inlet should be broad enough to prevent 
the sludge from being disturbed, and the outlet operated by a 
siphon or revolving tube, as shown in the cut. The bottom is 
slightly inclined toward the outlet, and also toward the axis from 
the sides, as shown in the cross section. A movable pump may 
be used to remove the sludge, or a single pumping plant may be 
connected by tubes with each basin. Pneumatic apparatus, 
similar to that used in removing excrement from houses, has also 
been suggested. It may be necessary to shovel the sludge into 




Fig. 128. 

heaps by hand, or to dilute it with water, before using the suction 
pumps. 

The operating period of a tank depends upon the time neces- 
sary for filling, precipitation, and emptying. The first is propor- 
tional to the current and quantity of the sewage, the second varies 
between J and 1 hour, and the third is about equal to the first. 
An increase in the duration of the precipitation is sometimes 
made, occasionally to 2 hours, but no material improvement 
in the precipitate is to be expected from such a course. On the 
other hand, it is bad practice to diminish the time of precipitation 
in order to economize space, since organic matter especially re- 
quires a certain length of time to settle. Eepeated experiments 
have shown that incomplete purification is not to be recommended 
on either financial or sanitary grounds. While a basin is standing, 
another must, of course, be provided to receive the sewage. The 
size of the precipitation tanks and their number is to be calculated 
in such a way that, when the last of the series is just full, the first 
will have been cleaned and ready to receive the sewage. Other 
things being equal, a number of small tanks are to be preferred to 2 
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large ones ; for with an equal precipitating capacity the time of 
filling and settling is more favorable, the removal of the sludge 
easier, and the size, and therefore coat, ot the plant Igbb. But 
with small basins there is the additional expense of dividing walls 
and gates to he taken into account. In Bradford 34 tanks are 
used, each 376 by 23 ft., and containing about 31,150 gals. In 
SheflSeld there are 30 tanks of about 60,000 gals, each ; and other 
cities have still larger ones. 

The sludge ia not always removed after each period of precipi- 
tation ; in fact, it ia generally allowed to accumulate for some 
time. During large discharges all the tanks receive the sewage, 
since it ia probable that this maximum quantity will flow but a 
short time. In ordinary practice a very short time is necessary 
for cleaning the separate tanks. 
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In order to facilitate the removal of the sludge, Parje has 
taken out patents for the arrangement shown in Fig. 129. A 
number of chambers with inclined sides are built below and at 
each side of the main sewer. The walls are formed by timbers of 
triangular section, which act as slides, down which the sludge 
slips to the bottom, whence it is removed by pumps, as shown at 
the left or by gravity as shown at the right chamber. The 
sludge can be pushed down the incline by poles introduced 
through the openinga, and the purified sewage ia drawn off from 
the separate chambers through the drain, Z. 

2. Tanks Operated Continuously. — The most common device 
is the sand pit, Fig. 130, which is built in front of every pump- 
ing station, generally in front of chemical precipation works, 
and sometimes at the outlet of a system which discharges crude 
sewage, in order to intercept the large solid matters passing 
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through the sewera. The general form is circular. Fig. 130, 
from 15 to 50 ft. in diameter, with a depression in the center 
from which the sediment can be removed, and also the water 
drawn off for cleaning. A grating is placed across the pit, in this 
case diamatrieally, for the purpose of intercepting all solids, 
the total area of its meshes being at least equal to the cross section 
ot the inlet sewer. On the other side of the grating ia the out- 
fall sewer, and often a relief outlet. In order to keep the grating 
clean and open, a second grating, moved slowly across the first, may 
be used as a mechanical scraper. The grating might be hinged 
and so lifted up for cleaning, or, if large, separate divisions might 
be moved np and down in suitable guides. There are also grat- 
ings which do not reach to the bot- 
tom, but only part way, thus inter- 
cepting merely those bodies which 
are floating or slightly Immersed. 
Latsau has proposed a slowly re- 
volving circular grating through 
which the sewage must pass, and 
itself cleaned at a proper place by a 
stream of water. 

Tanks are often used in the same 
manner as these pits, the water flow- 
ingcontinuously through them. The 
inlet and outlet are on a level, but 
the bottom of the tank is from 4 to 
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for the sludge to collect. In order to remove this sludge, it is 
necessary to drain off the water from the tank ; therefore at least 
2 of them are necessary. In large plants there are a number of 
these basins, which are cleaned in turn, except while the maximum 
quantity of sewage is flowing, when they are all used. 

As a type of a number of English plants, that at Tun- 
bridge Wells may be taken (see Fig. 131), This ia calculated to 
treat about 365,000 gala, of sewage daily. The inlet is at a, the 
outlet at b ; both provided with sliding gates. At c is a weir for 
empying the water from ouo division into the other, or for plac- 
ing both in continuous action. Each division contains 5 cross- 
walla, with gratings through which the sewage must pass. The 
sludge is removed through holes in the bottom of these walls ; in 




PRECIPITATING TANKS. 



131 



case it will not flow through them it must be removed with a port- 
able pump. 

A similar plant has been installed in Dortmund. The water in 
each division has to travel some 165 ft., and pass through 6 cross- 
walls with gratings. The section of the tanks. Fig. 132, is better 




Fig. 131.— Pbeoepitating Tank at Tunbridgb Wells. 

arranged than that just described. The sludge collects more 
easily, and a rather rapid incline in the direction of the axis of 
the tanks causes it to flow better. !N^evertheless, it is necessary to 
resort to manual labor in order to remove all the deposits in the 
deepest parts. 

It is certainly doubtful whether the cross- walls mentioned 
above are of any actual benefit, 1:250 

for the distance between any 2 
consecutive ones is so short that 
the volume of water below their 
outlet, X in Pig. 131, may be prac- 
tically stagnant, and ^ only the Fig. 132.— section of Precipitation 
, , , . Tanks, Dortmund. 

upper layers have any motion. 

The section of the moving water is thus quite small, and the 
velocity, therefore, greater than desirable. If there were no 
cross- walls, then it would be perfectly allowable to assume that 
the whole mass of water moved with a very small velocity. 
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Hence, in the usual construction of these tanks, although it is an 
easy matter to obtain the correct lateral cross-section, it is unfor- 




Inlet Gallery. 



tunately much more diflBcult to determine the proper length. The 
best rule is to use as long tanks as possible, in order to be sure of 
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good results, and to counteract the disturbing influences at inlets 
and outlets. The tanks now in nse are generally of sufficient 
capacity to hold from ^ to ^ of the daily sewage, which remains, 
therefore, from 4 to 8 hours in them. 

The precipitation works. Figs. 133 and 134, at Frankfurt are 
arranged on this principle. Fig. 133 representinga third of the com- 
plete plant. The sewage enters through the pipe a, with a velocity 
of 16 to 20 ins. a second, and through the 3 inverted siphons, 5, 
hoth provided with oatlets. The totnl quantity then passes 
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through a sand pit with a velocity of 3 ins, a second, then under 
a plank projecting into the sew^e to a sufficient depth to inter- 
copt all floating matter, and finally passes through gratings into 
the mixing channel, where it receives its proper charge of lime and 
alumina from pipes leading to the machine-honse. Prom the 
mixing channel the sewage passes into the delivery channel, where 
the velocity sinks to 1.2 in., and large quantities of sludge 
collect, which are removed by traveling bucket dredges, without 
interfering with the working of the tanks. The sewage enters the 
tanks properthrough 2 submerged openings. The depth of water 
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at the entrance is 6^ ft., and 10 ft. at the outlet ; the velocity 
of the current is from -^ to ^ of an inch. The currents are 
Tery sensitive to changes in temperature at different depths^ and 
on that account the sewage is drawn off from the lower layers in 
summer and the upper in winter. In this way the sewage that 
has remained the longest in the tanks is first drawn off^ an im> 
mersion plate being used to regulate the depth from which the 
discharge takes place. There is only 1.3 in. of water over the weirs 
which separate the tanks from the outfall chamber, which dis- 
charges into the main river. During high water in the river the 
outfall sewer is closed, and the purified effluent removed by 
pumps. The 4 tanks shown in the cuts were calculated to dis- 
pose of a normal dry- weather sewage of about 4,760,000 gals, 
daily, or 31.7 gals, per capita. Each tank has a capacity of 
291,000 gals., about a fourth of the quantity which passes through 
it daily. The average amount of sewage treated daily is 7,136,000 
gals ; the maximum amount is 9,515,000 gals. When such 
quantities of sewage pass through the works, the velocity is natu- 
rally greater than when the dry- weather flow is taking place. The 
relief outlets prevent the precipitation process from being hurried 

too much. 

The tanks are cleaned by drawing off the water to the level of 

the bottom of the outfall chamber, through gates at different 
depths (see Fig. 134, Z), which empty into a drain below the 
chamber. Whenever the effluent is at all turbid the gates are 
closed, and in this manner all the sludge is collected in the tanks, 
from which it is pumped. It is sometimes necessary to shovel 
the heavier parts away. There are also a number of openings in 
the arches over the tanks, through which the sludge may be 
removed by bucket dredges. 

The plant at Wiesbaden, Fig. 135, is a transition type between 
the system just described and the upright tanks to be explained 
later on. It was designed on the basis of a dry-weather sewage 
of about 1,718,000 gals, daily, and has 3 settling basins of 
178,400 gals, capacity each, 2 of which are generally in use and 
the other being cleaned. Hence, the duration of the water in 
the settling tanks is 2 x 178,400 x 24 -~ 1,718,000 = 5 hours, corre- 
sponding to a velocity of only a sixth of an inch a second. At 
present the velocity is generally greater, since the sewerage system 
still contains a number of brooks, and the amount of discharge to 
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be treated is about 6,343,000 gals. The sewage first passes 
nnder immerBion plates and through gratings into a delivery 
channel, from which it flows into the preliminary tanks, through 
mixing channels where the chemicals are added in the manner 
shown in Pig. 127. In these preliminary tanks the sewage is 



obliged to rise twice (see Fig. 135), and is thns freed from much 
of the sludge present. Piually it passes through 3 submerged 
gates into the tanks, from which it flows over 2 small weirs into 
the outfall channel. The sludge ia pumped from the preliminary 
tanks without shutting them ofE. This is done by means of a 
suction hose leading to a stationary pumping plant. The main 
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tanks are cleaned by draining the water into a special outfall 
aewer for the purpose, and then removing the sludge by a suction 
pipe from the pumps. 

All flat basins are open to the objection that the sludge may 
ferment and the gases thus given off will rise and prevent the 
desired precipitation, even infecting the air at times. This ac- 
tion would also diminish the effect of the chemicals added ; and 
it is therefore best to remove the sludge soon after its precipita- 
tion, without interrupting the flow of the sewage, if possible. 
Moreover, the extensive area of the tanks should be covered, to 




prevent the injurious effects of changes in the weather. This 
is expensive, however, as is also the removal of a large stratum 
of sludge; and on that ground the following system is to be 
preferred : 

3. Upright Precipitating Tanks. — One of the leading systems 
using these tanks is the Muelleb-Nasnsek, operated in Halle. 
The plant in this town is designed to treat a daily sewage of 
800,000 gala., although at present the quantity is less than a third 
of this amount. It consists of 2 tanks. Fig. 1 36, shaped like 
wells, and provided with a by-pass to be used during repairs or ex- 
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ceptionally heavy storms. The sewage passes through a sand pit 
and mixing channel into the tanks by an opening embracing a 
third of the circumference. It then rises and finally escapes 
through a number of separate channels into the outfall. During 
the rise of 9 J ft. the sludge is precipitated and collected in the bot- 
tom, whence it is removed by suction pipes. The same process is 
then gone through with in the second tank, and the finer parts of 
the precipitato collected, although a single larger tank would 
probably suffice for the whole operation. In another Mueller- 
Nahnsen plant in Ottensen the bottoms of tte tanks are conical, as 
shown by thte dotted lines in Fig. 136, in order to better collect the 
sludge about the suction pipe. In this plant the inlet and outlet 
are simply 2 openings diametrically opposite, although not on 
the same level. This arrangement did not give a good circula- 
tion, and in a recent plant in Halle the effluent escapes from 
around the whole upper rim. 

The Eoeckm^er-Eothe system was tested experimentally in 
Essen, and finally permanently adopted. The apparatus, Pig. 137, 
consists of a conical well, ia which the bottom of an iron chamber, 
or bell, is held by means of suitable beams. The sewage flows into 
the well through an iron pipe after being mixed with the charge 
of chemicals. A skeleton frame of iron rods, arranged like an 
umbrella, causes the sewage to become thoroughly mixed with 
chemicals before it rises to the top of the bell, whence it flows into 
an iron outfall pipe leading to an open drain. The motion of the 
sewage in the bell and outfall pipe is entirely automatic, being due 
to the slight difference in elevation between the water level in the 
inlet and outlet drains caused by the friction of the apparatus. 
In order to start the sip lion, a small tube is attached to a pipe at 
the top of the bell and the air above the water removed by a small 
air pump. This pump is also operated a short time each day, in 
order to remove the gas that collects. The particles of sludge are 
precipitated on the iron frame and at the bottom of the well, 
where they enter a suction pipe and are thus removed. A small 
pipe leads from the upper level of the water in the bell to a waste 
channel, and is used to remove the globules of fatty matter which 
collect on the surface. 

The plan of the Essen plant is shown in Fig. 138, from which 
it will be seen that the sewage passes through a grating, sand pit, 
and salmonway before entering the precipitating tanks, 4 
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in ntimber. The spaces marked y receive the eflBuent from 
the grease drains, and the chemicala are added at 3>. With a 
maximum daily sewage of 636,000 cu. ft., and all the tanks in 
operation, the sewage will pass upward through the bells at a 
velocity of about 0.16 in. a second, and will remain in the tanks 
about 40 minutes. The average daily flow is only about 459,- 
000 cu. ft., while the sewage takes 55 minutes to pass through 
the tanks and has a velocity of only 0.13 in. a second. Experi- 
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ments show that a velocity of 0.23 in. ts allowable. On clear 
days, when the sewage may sink to 433,000 cu. ft., one of the 
tanks can be cut off and repaired if necessary. 

A similar plant is in use in Brunswick, where 3 tanks like those 
shown in Fig. 137 are employed to treat daily Vifibd cu. ft. of 
sewage containing excrement. The appliances are of suiEcient size 
to treat 158,900 cu. ft., which will be eventually supplied by the 
sewerage system under construction, Cologne is also experiment- 
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iug with a similar plant. The good results bo far attained by the 
apparatus are to be ascribed to the very alow velocity of the cur- 
rent in the tanks and bells. 

A siphon may be started by pouring in water, as well as by 
drawing out air, at its highest point. Advantage has beeu taken 
o( this fact by Sagas- 
8BE in designing the' 
tank shown in Fig. 
139. This consists of 
3 concentric cylinders 
and 3 pipes. The ap- 
paratus is filled with 
water by closing the 
cocks, p, V, and z, and 
opening x. After- 
ward, when y and z are 
again opened, a con- 
stant stream flows 
from the inlet chan- 
nel, at y, to the out- 
fall drain, at z. In 
order to remove the 
sludge or clean the 
tanks, y and z are 
closed and x and v 
opened. Although the 

S-OTION ON a*. 3BOTI0N ov f-g. 
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apparatus is quite compact, it is possible that with large dimen- 
sions the circulation would not be perfectly satisfactory. In this 
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respect an improTed form inyented by Pichleb and Sedulceck, 
Fig. 140y would probably be more satisfactory, since there are a 
large number of ascending and descending currents, caused by 
a series of concentric cylinders closed below by conical bottoms, 
as shown. The sewage enters and leaves the tank at the top 
while the sludge escapes through a pipe at the bottom. 

The last 2 devices are possibly not suited for the large 
quantities of sewage which are furnished by cities, but their con- 
struction is interesting as containing many points of similarity 
with one of the latest German precipitation plants, that at Dort- 
mund. This is calculated for a daily maximum of 706,000 cu. ft. 
during storms, 264,000 cu. ft. during dry weather, and a maxi- 
mum discharge of 4.6 cu. ft. per second. .The ayerage annual 
flow per second may be assumed to be about 7 cu. ft. Four tanks 
similar to those shown in Fig. 141 are employed ; they are shaped 
like wells, with a conical bottom, and are driven through quick- 
sand to a firm stratum of marl. The circulation is kept up by hy- 
drostatic pressure alone. The suction sludge pipe passes through 
an axis of the wheel, as shown. It is surmounted by the inlet pipe 
and reaches down to the base of the conical portion. The sewage 
Hows from the bottom of this inlet pipe through a set of radiating 
channels open at the bottom, which insure a good circulation in 
the tank. Experiments are still being made to determine the 
most suitable form for these arms. A filter is placed just below 
the outlet drains, and in this way the light, floating particles are 
retained. The calculated maximum velocity in the tank is 0.08 
in. per second, while the average is fixed at about 0.06 in. As com- 
pared with the Mueller-Xahnsen system, it is more compact, 
and there will probably be a more uniform circulation ; compared 
with the RoECKNER-RoTHE system it is less expensive and more 
simple, although the removal of the sludge offers greater difficul- 
ties. The intention is to remove this sludge by means of tight 
vessels from which the air has been exhausted. On connecting 
the sludge pipe with one of these, it is hoped that the sludge will 
be forced into the vessel by atmospheric pressure. 

A combination of this system with some of the features of the 
RoECKNER-RoTHE plan has been proposed but not yet tested. In 
general, it is safe to say that with our present knowledge the 
nature of the ground on which the plant is to be built will largely 
determine the nature of the system to be adopted. 
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The 3 classes of precipitation works described haye not as 
yet furnished any large amount of data by which their respect- 
ive merits may be judged. In each of them a suitable quantity of 
chemicals will produce satisfactory results. In order to compare 
the cost of treating by the different systems, extensive experiments 
on equal quantities of the same sewage must be conducted for 
some time. Theoretically and experimentally, intermittent pre- 
cipitation offers many advantages on account of the complete rest of 
aewage in the tanks. Experiments seem to show that this method is 
preferable to the continuous treatment, however slow it may be. 
In Bradford it has been noticed that particles settled at the rate of 
about 2 .36 ins. a minute in the intermittent tanks. If there had been 
the usual current of upright or continuous tanks, little settlement 
could have taken place. Upright tanks are undoubtedly the most 
unsuitable in this respect, since the current directly opposes the 
falling matter, and the tanks themselves are of comparatively small 
size. Complete quiet and plenty of time are necessary for complete 
chemical precipitation, and the intermittent treatment seems best 
adapted to these requirements, especially on financial grounds. 

Since the proper method of disposal is to be settled, not only 
on chemical grounds, but also with reference to local conditions 
and cost of plant, the following facts must be borne in mind: 
1. Level tanks for intermittent precipitation require much space 
and a considerable difference in elevation between inlet and out- 
let channels. 2. Level tanks, with continuous precipitation, also 
occupy considerable space, but do not require any grade within 
the plant. 3. Upright tanks require little room or grade. The 
latter are therefore to be preferred within city limits, where the 
cost of the land is considerable. The first class are nnsuited for 
cities with a level surface, since the pumping that would be nec- 
essary is expensive. 

The regular and practically continuous removal of the sludge 
in the upright tanks necessitates but little space in which it may 
collect, and insures a freedom from the injurious effects upon the 
effluent which long-standing deposits may cause. The sludge is 
also better adapted for handling while in a fresh condition. The 
intermittent tanks come next in this respect, especially if they 
are cleaned every day. The continuous tanks rank last as regards 
the treatment of the sludge, which, in them, is liable to decay, 
become offensive, and injure the purity of the effluent. 



CHAPTER IV. 
Results and Cost of Pitrification. 

The results of purification are to be determined by the appear- 
ance of the effluent, by chemical analyses, and by examinations of 
the bacteria; all three methods are necessary to arrive at a correct 
decision, and any one, by itself, may lead to wrong conclusions. 
The effluent may be clear and free from disease germs, but con- 
tain dissolved matter which is subject to change as soon as new 
bacteria are absorbed from the air. On the other hand, a turbid 
effluent may be harmless so long as none of the matter decays, and 
a chemically pure water swarming with bacteria may have no 
bad properties as long as the animalculsB are of an innocuous 
character. 

A great number of chemical and microscopical investigations 
have been made of both ordinary and purified river water in the 
English and German places where purification has been tested or 
adopted. The mass of data thus given is of little value in obtain- 
ing a clear idea of the actual advantages of the different methods 
and apparatus for purification, since climatic, local, and other 
attendant influences are so varied. On that account only a gen- 
eral summary of the results will be given. 

English experiments show that in simple mechanical precipi- 
tation, from 60 to 80 per cent, of the suspended matter, organic 
and inorganic, is thrown down. Where a preliminary purification 
is conducted by gratings and the sewage remains some time in 
large basins, as in Frankfurt, the results are better and even equal 
to those obtained by chemical means. There may be some quite 
light organic matter in the sewage, and this will only be pre- 
cipitated by adding chemicals. In general, from 75 to 100 per 
cent, of the suspended matter may be precipitated by both pro- 
cesses; where this is not the case, either the time of settling or 
tlie chemical action is too weak. 

Of dissolved matter, from 30 to 60 per cent., both organic 
and inorganic, may be precipitated by chemical treatment. But 
it is not unusual to meet with an increase of both classes, and the 
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sewage will sometimes contain, after the addition of chemicals, 
25 per cent, more matter liable to decay than originally. This 
may be partly owing to the excess of lime in the charge having 
caused some of the suspended matter to become dissolved, and 
partly to the decay of the precipitated sludge. An increase in 
the amount of dissolved inorganic matter is of little consequence, 
and indeed is welcome, up to a certain degree, when due to lime, 
which is a disinfectant. The clarifying material used up to the 
present time is not able to work surely on all the dissolved matter. 
A reagent for ammonia is specially needed, for the best methods 
now in vogue will only act upon about 20 per cent, of the quan- 
tity present. The dissolved potash also remains unaffected, 
which is not of consequence so long as the water- course itself, into 
which the effluent flows, contains mineral matter. Phosphoric acid 
is almost entirely removed, and the nitrogen is reduced about a 
third in quantity, occasionally as much as 60 per cent. The 
experiments in Frankfurt apparently show that by using large 
settling tanks, especially long ones, almost as good results may be 
obtained by mechanical means as by chemical treatment in smaller 
tanks. 

The bacteria are naturally only affected by chemical precipita- 
tion.* In this way the greater part may be removed; in Wiesbaden 
70 per cent., in other places as high as 90 per cent., and there 
is no doubt that all can be eliminated with a sufficient charge 
of chemicals and enough time for complete precipitation. Accord- 
ing to Koch and investigations in Cologne, lime is the only disin- 
fectant; while in other places this material has not given so good 
results. Experiment shows that both sludge and effluent are 
purified, and both remain free from germs so long as free lime is 
present. It is a question, however, how long the development of 
bacteria is hindered by this means, since the lime absorbs carbonic 
dioxide from the air and changes to calcium carbonate. More- 
over, the combinations of lime and fatty acids are not stable, and 
the lime in them also changes into a carbonate. The organic mat- 
ter set free is liable to subsequent fermentation, both in the water 
and in the sludge, by absorbing bacteria from the air. If this 
could be prevented until the effluent enters the water-course, all 
requirements would be fulfilled, since the dilution then brought 
about would reduce the action of the bacteria, and the resulting 
products would be widely scattered. 

* Simple sedimentation will undoubtedly carry down many bacteria. 



144 RESULTS OF PURIFICATION. 

If a charge of chemicals sufficient to kill all bacteria were 
added, then the purpose of sewage purification, i. e,, the preserva- 
tion of the harmless character of water-courses, would not be ful- 
filled, since' the chemicals added would practically poison the 
water, besides greatly increasing the expense of the treatment. 
On this account the addition of strong disinfectants, such as 
carbolic acid, zinc chloride, copper sulphate, or large quantities 
of quicklime, is by no means to be recommended. In short, it 
is only a best possible, not ideal best, method which should be 
sought out. 

Looking at the matter from this standpoint, which is that of 
the German Association for Public Sanitation, many persons claim 
that sewage is sufficiently purified when it appears clear to the 
eye, — at the outside, when the bacteria are destroyed, — and main- 
tain that the precipitation of dissolved matter is not necessary, 
since it is never complete and is less important. The clarification, 
which insures subsequent freedom from sediment, hardly requires 
the use of chemicals for ordinary sewage, but may usually be ob- 
tained by careful mechanical treatment. Chemicals are necessary 
to destroy the bacteria. Among those now in use, .the cheapest, 
lime, is fortunately the best and possibly the only substance. 
Since the mechanical and chemical treatments are carried out in 
the same way, it is possible to use the former during the ordinary 
condition of the sewage and water-course, reserving the latter for 
unusual occasions, such as low water or epidemics. The presence 
of factory sewage, or some similar outside additiop to domestic 
sewage, may render the constant use of chemicals necessary, and 
the sludge may also require such an addition. 

The sludge in settling tanks must be sufficiently wet to be re- 
moved by suction pipes, since a firmer consistency greatly increases 
the cost of handling. Generally, in flat basins about 90 percent, 
of water and 10 per cent, of solids will be a good proportion, while 
in upright tanks sludge with only 65 to 80 ;jer cent, of water can 
be pumped away. From the quantity of chemicals and suspended 
matter it is easy to calculate the theoretical amount of sludge 
which will be precipitated, but such calculations are not sure. 
English investigations show that from every gallon of sewage con- 
taining excrement about 2.3 cu. ins. of sludge will be deposited 
in the above liquid condition, while in Essen only 0.9 cu. in. is 
precipitated from the sewage without excrement. The proper 
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size of intermittent settling tanks can be easily calculated. Sup- 
pose, for instance, the tank shown in Fig. 128 requires 3 hours to 
be filled, and 3 days elapse between the successive removals of the 
sludge. Let there be a capacity of 8,829 cu. ft. above the outlet. 
Then the sludge basin must have a capacity of 24 x 8,829 x 00.01 = 
2,119 cu. ft. if the sewage deposits 1 per cent, of solid matter. 
The sludge may or may not have a disagreeable odor, depending 
largely on the nature of the process used. It is certainly possible 
by suitable chemicals to have a practically odorless sediment, as 
the EoECKKER-RoTHE proccss has shown, but it is not always best 
to go to extra expense for such a purpose. Generally the sludge 
has an extremely offensive odor, which is dissipated but slowly. 

The sludge is disposed of by numerous methods, and a choice 
between them is to be made according to local circumstances. 
They may be divided as follows . 

1. Removal from the settling or receiving tanks by pumps or 
pneumatic methods to vats in which the sludge is carried to the 
fields for fertilizing purposes. 

2. Deposition in sludge basins 1^ to 5 ft. deeg, formed by 
puddled or masonry walls, and suitably drained. The sludge 
flows into these generally through open channels, and loses by 
evaporation and drainage in 1 week 30 per cent., in 3 weeks 50 
per cent, of its water, becomes firm, and has only a slight odor 
Finally it is removed to fields. 

3. Drying on loose soil, and then plowing, as soon as possible, 
into the ground where it lies. 

4. Removal of the water either mechanically or by a gravel filter. 

5. Concentration by a filter-press until 50 per cent, of the 
water has escaped ; the product used as a fertilizer. 

6. Removal of 80 to 90 per cent, of the wat^r by a vacuum 
process or by evaporation, leaving a powder. 

7. Reduction to a powder, as in 6, but with the addition of 
ground bone, ammonium sulphate, or a similar substance, in order 
to obtain a better fertilizer. 

8. Burning in a suitable furnace after a preliminary drying. 
The ashes are fertilizing in character. 

9. Mixing the sludge of the lime process with clay to form 
cement ; the Scott process. 

10. Mixing with clay to form bricks, which are of very ordinary 
quality when lime precipitation has been employed. 

10 
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11. Mixing with combustible, and if possible disinfecting 
substances to ,form briquettes for burning. Peat, tan bark, and 
tar are suitable additions. 

12. Mixing the partially dried sludge with earth and rubbish 
to form compost heaps. Vegetable mold, marl, gypsum, and 
sweepings may be used. Since the house and street sweepings 
have a greater bulk than the sludge from sewage, the treatment 
of the latter is a subordinate and easy matter as long as there are 
suitable regulations governing the disposal of the rubbish of a city. 
In this process the presence of lime in the sludge is advanta- 
geous. 

The simple agricultural disposal of the sludge by methods 1, 
2, 3, and 12 offers many advantages. The third method is espe- 
cially economical on account of the absence of transporation ex- 
penses, since the sludge runs directly to the fields and into a ditch, 
which will subsequently be covered by the earth taken from a 
parallel one during its excavation. The land may receive in this 
way a deposit of sludge sufficient to raise it 1^ ft. After it has 
stood a year it may be used for raising crops, which will be bene- 
fited by the fertilizing sludge. The number of years that must 
elapse before a second layer may be added depends upon the 
agricultural use of the land; generally 3 will suffice. The gradual 
increase in elevation of the land is an unavoidable evil, and may 
be insurmountable in a fiat locality. 

The method mentioned under 1 requires no special plant, 
while 2 and 3 require but a moderate area. The methods 1 and 
12 are commendable on account of the decrease in odor, the great 
nuisance of sludge disposal. 

Although a continuous removal of sludge is greatly to be de- 
sired, it is opposed by the fact that the fields require fertilizing, 
or are even fit to receive the matter during certain seasons only. 
Hence a very undesirable accumulation of sludge is formed, which 
may be avoided by the fifth method, and several secondary 
advantages obtained at the same time. A filter-press will require 
but little space, and produces a marketable briquette, possessing 
little odor and easily handled. 

The theoretical value of sewage sludge as a fertilizer is not 
great, since only a part of the organic matter is precipitated. The 
following table gives a summary of series of determinations of 
sewage sludge containing excrement from several English cities 
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and from Frankfurt. The sludge from English cities was ob- 
tained by the lime process, while that of Frankfurt was taken from 
the settling basins already described : 



COMFOSinOu OF 


Sbwagb, in Pbb Cent. 






England. 


Frankfurt. 




Dry. 


Slnld. 


Dry. 


Fluid. 


Water 


7-16 

20-40 

0.6-1.6 


90 

2.2-4 

0.06-0.16 


45^7 
8.3 


91-94 


Organic matter 


3.7-4.2 


Nitrogen 


0.2-a3 



The sludge from other German purification works, into which 
a part of the excrement enters, has been repeatedly analyzed. In 
a dry condition it contains from 17 to 37 per cent, organic matter, 
0.7-1.5 per cent, nitrogen, and 0.8-2.5 per cent, phosphoric acid. 
The presence of lime is unnecessary, except where the soil to be 
fertilized is very poor. 

Theoretical calculations of the value of the sludge are of no sig- 
nificance, since the relations of supply and demand decide that 
subject, and the actual net proceeds are very different in the 
various plants. In several purification works the accumulation of 
heaps of sludge has caused much trouble, and in the majority 
of cases the directors are usually glad to have the sludge itself, 
or even the products made from it, removed without cost to 
themselves. In Wiesbaden, Essen, and Frankfurt the municipal 
authorities have begun to use it on the public property, in order 
to encourage private parties. In Dortmund the sludge, treated 
by the second method and containing some lime, is sold at from 
12 to 19 cts. per cu. yd., being valuable as a fertilizer on 
account of the extremely poor soil in the vicinity. In TIalle, 
where the fifth method of treatment is employed, the sludge con- 
taining about 50 per cent, of water, is worth about 50 cts. a ton 
at the works. 

In chemical clarification the precipitants form the chief item 
of expense. Since the amount of these varies considerably and is 
not to be determined beforehand with any accuracy, it is best to 
base the calculations on the quantity of carrying water and a cer- 
tain fraction of the annual rainfall, which under favorable circum- 
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stances, such as concentrated rains and numerous relief outlets, 
may reduce to almost nothing. 

From data running back for several years, obtained by 
examining the records of 7 English plants, it is possible to form 
some idea of the operating expenses of such works. It has been 
found that it costs from 47 cts. to $1.70 to treat 100,000 galls, of 
the total sewage, some of which is not, however, actually passed 
through the works. This corresponds to from 10 to 35 cts. per cap- 
ita annually. If these figures are increased by an amount corre- 
sponding to the interest and depreciation on the plant, they become 
94 cts. to 12.35, 17 to 45 cts., respectively. The Coventry process has 
been the most expensive. 

Tablb VIIL— Approximate Cost of Chemical Pbboipitation in Germany. 



No. of residents which the plants 

serve 

Cost of plant, totaL ^ 

Ditto, per capita 9 

Annual running expenses 9 

Ditto, per capita S 

Ditto, including interest $ 

Average daily sewage cu. ft. 

Ditto, per capita cu. ft. 

Running expenses,per 100 cu. ft., cts 
Ditto, including interest cts. 



Frankfurt. 

150,000 

187,500 

1.25 

35,000 

0.24 

0.31 

850,000 

6.3 

1.0 

1.3 



Wiesbaden. 


HaUe. 


60,000 


10,000 


50,000 


8,700 


0.83 


0.88 


8,250 


1.650 


0.14 


0.16 


0.19 


0.22 


22.900 


31,700 


3.9 


0.3 


1.0 


1.4 


L3 


1.8 



Essen. 

68.000 
57.000 
0.83 
7,250 
0.11 
0.16 
457,000 
6.7 
0.4 
0.6 



Some of the experimental results obtained in German cities 
are interesting. In the Eoeckner-Rothe apparatus tested at Essen 
the separate items of cost for treating 100 cu. ft. of sewage 
were : Chemicals, 0.7 ct. ; labor and power, 0.5 ct. ; interest 
and repairs, 0.2 ct.; total, 1.4 cts. The operating expenses 
of the Mueller-Nahnsen system in Halle were variously stated to 
be from 1.8 to 3.8 cts. per 100 cu. ft, of which amount about 
2.1 cts. represent the cost of the chemicals. The price received 
from the sludge, 0.1 or 0.2 ct., must be deducted, and 0.4 ct. 
added for interest. 

In the comparative table above, it is to be noted that $20,000 
of the Frankfurt expenditure was paid for land, and $35,000 in 
Wiesbaden went for a mill for supplying power. 

The small expense for operating in Essen is due to the 
extremely diluted condition of the sewage and the absence of 
excrement, found in the sewage of the other three cities. In 
other cases, the Roeckner-Rothe system maybe dearer; in Bruns- 
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wick, for example, the annual operating expenses for each 
resident are 40 cts. and 3 cts. per 100 cu. ft. Since German 
experiments in this direction are still very few, it is to be hoped 
that more extended data will be found to give diminished expenses. 
The experiments so far made public give no means for deciding 
upon the relative value of the different systems now in the 
market. 



CHAPTER V. 

Aeration. 

Since it is not possible to remove by precipitation more than a 
small part of the organic matter dissolved in water, a process by 
which nearly all could be removed after the water was otherwise 
purified would be welcome. This may be accomplished by forc- 
ing currents of air into the stream. The more oxygen there is 
present in the water the greater will be the reduction of the 
organic substances to carbonic dioxide and other compounds by 
the bacteria, as already explained in the chapter on the self -purifi- 
cation of rivers. 

This aeration may be aqcomplished in several ways. Merely 
forcing currents of air against the surface of water has not been 
successful. Better results are obtained by agitating the water by 
hand, or with revolving wheels provided with floats or arms, but 
such methods are not possible with large quantities. The air may 
be blown into the water through a number of openings in a pipe, 
either by a blowing engine or an injector. Fig. 127. Koertin^g 
has proposed an automatic aerator through which the water flows 
and absorbs air by its own motion ; compare Fig. 184. The best 
plan with large quantities would probably be to separate the whole 
mass into as fine subdivisions as possible. In several English 
cities the effluent from the purification works flows in extremely 
shallow streams over weirs; in Sheffield the surface of the effluent 
spillway is 904 sq. ft. The same end can be accomplished by 
large sieves, which have been used in the precipitation works 
designed by Professor Koenig at the starch-factories in Salzuflen, 
where the average daily effluent is 52,900 cu. ft. The apparatus 
has been installed for experimental purposes, and its continued 
use or improvement will depend upon the results attained. The 
water is allowed to escape along the entire length of a wooden 
channel to a wire sieve having an undulating surface. Professor 
KoENiG^S investigations with this apparatus show that the decaying 
and other organic matter is oxidized, especially the sulphurous 
acid into sulphuric acid, and the sewage is mixed with a large 
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amount, of oxygen, which may rise to eight times the original 
contents, and continue the reduction after the effluent enters the 
river. Other investigations have shown that the oxygen in th§ 
water gradually disappears, while the carbonic acid proportionally 
increases. It is said that ammonia will sometimes be directly 
oxidized without the presence of bacteria in certain cases. It is 
important to remember that the aeration of turbid water will only 
have a temporary deodorizing effect, and the process should there- 
fore be only used after the sewage has been clarified. 

It has been already noted that, in sludge precipitated with an 
excess of lime, carbonate of lime will be found. An increase in 
the quantity of inorganic sludge will also tend to increase the 
organic deposits. Hence the addition of carbon dioxide would be 
advantageou s in some cases. KoEi^'iG has employed furnace smoke 
for this purpose, and the experiment has been successful in the 
main in precipitating both lime and organic matter. The smoke 
contains not only carbon dioxide, but also small quantities of 
oxygen and distillation products containing creosote compounds, 
which check decay. 

The aeration of sewage by sieves requires a difference in eleva- 
tion that may necessitate pumping, which is necessary in all the 
other processes for the same purpose. Whether the resulting ex- 
penditure is warranted is still undecided. 



CHAPTER VI. 
Filtration. 

The sewage of a city is often purified by the process of inter- 
mittent filtration, in which it is distributed over the upper surface 
of the ground, passes through from 4^ to 6 ft. of filtering mate- 
rial, and finally fiows away through a network of subsoil drains. 
The filter-bed may consist of earth, sand, clay, pieces of bricTc, 
coke, or fine quarry chips. The beds may be only 2 ft. thick in 
some cases, and the sewage may be forced upward or horizontally 
through the material. The action of a filter is due partly to 
a simple mechanical retention of the floating matter, and 
partly to the oxidation of organic matter by oxygen contained in 
the interstices of the material, aided by bacteria. The results of 
the process, especially with earth filters, are very variable. Beside 
the climatic conditions, the following influences are to be noted : 

Permeability to Air, preventing decay, insuring oxidation, and 
allowing carbonic dioxide, a disassociation product from the or- 
ganic matter, to escape. With plenty of air the proper bacteria 
will be found, while without it those attending putrefaction will be 
present. According to old English experiments a quantity of 
sewage not exceeding 2J to 6J- per cent, of the volume of the filter 
bed should pass through it in 24 hours ; Frankland, after com- 
paring results from a large number of plants, says 2 to 4 per cent. 
The beds should rest about 3 hours for every 1 of filtration, in 
order to absorb oxygen from the air. They should also be occa- 
sionally cleaned and the upper layers renewed. 

Permeability to Water. — The filtering material must be in- 
soluble, easily dried, and allow a good circulation of the water. 
The filtration may be too quick, however, to permit the removal 
of any appreciable amount of the dissolved organic matter, as 
during heavy rains or through coarse gravel. The duration of the 
process in heavy ground may be fifty times that in more porous 
soil. 

Absorbing Power. — The beds should retain the dissolved organic 
matter, especially ammonia, but allow the nitrates, resulting from 
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the oxidation of such compounds, to be washed away. This process 
is at the basis of water purification by filtration, especially by 
charcoal filtration. 

Pressure 07i Filter-bed, — If a deep body of water covers the 
filter-bed, the eflSuent will be diminished by the choking of the 
interstices with sludge, in spite of the advantage of a large hydro- 
static pressure. Experiments with a sand-filter in Berlin showed 
that the effluent under a pressure of 3.27 ft. was from 0.23 to 0. 65 cu. 
ft. per day per square foot of filtering area. Under a pressure of 1 
ft. the effluent was from 1.35 to 3.05 cu. ft. 

Subsoil Water, — Its presence, either from the low position of the 
land or by capillary action, prevents aeration, and tends to breed 
the bad species of bacteria. The drainage of a filter-bed should be 
directed, therefore, to subsoil water as well as sewage. 

With proper management, all of the suspended and from 70 
to 90 per cent, of the dissolved organic matter may be removed. 
The inorganic matter, on the contrary, will be increased by various 
carbonates and nitrates. Chlorine passes unchanged through 
the filter, while from 50 to 90 per cent, of the nitrogen will be re- 
moved. The animalculaB disappear with the organic matter on 
which they subsist. 

From the above data it is easy to calculate the dimensions of a 
filtration plant, but it is generally more safe to make direct ex- 
periments in each case. In seven English cities an acre of filter- 
ing area is allowed for from 400 to 2,800 inhabitants ; in other 
words, 1 acre will suffice for from 2,150,000 to 3,580,000 cu. ft. 
annually. 

If an attempt is made to diminish the area of such beds by in- 
creasing the amount of sewage passing through them, the result 
is bad, owing to the fact that only the suspended matter will be 
removed, while the dissolved passes through unaltered or partly 
converted into ammonia. If the periods of rest are not long 
enough the same results follow. Other difficulties attending filtra- 
tion consist of the depreciation in value of the sewage as a fer- 
tilizer, and the trouble of disposing of the saturated layers of 
the beds when removed after long use. The use of the land for 
raising crops only partly remedies these evils. 

For the above reasons the filtration process has been often 
given up after trial, especially in England, where it has been much 
favored. It is now employed in few places, only where an excel- 
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lent porous soil can be found which is not of sufficient area for 
irrigation. In a few such plants^ other lands in the neighborhood 
are occasionally allowed to be used as filter beds, while in still 
other places the beds are used as adjuncts to irrigation fields, in 
order to be able to treat unusually large quantities of sewage if 
required. The area considered necessary for intermittent filtra- 
tion is gradually increasing, and it will soon be somewhat difficult 
to draw a line of demarcation between filtration and irrigation. 
The leading English advocate of the system now recommends 1 acre 
of filter beds for 1,010 inhabitants with the best, and 210 inhabi- 
tants with the worst, class of ground. Buerkli bases his calcula- 
tions on 1,400,000 cu. ft. of sewage per acre annually, and designs 
his plant in such a manner that each bed is used every third year 
for intermittent filtration, and is worked as an irrigation field 
during the other years. 

The difficulties mentioned above have often led to a prelimi- 
nary chemical treatment of the crude sewage before it is run 
through the filters. When the greater part of the suspended 
matter has been removed, the pores of the ground become less 
frequently choked, the odor is not so offensive, and the filter beds 
may be of reduced extent. Their thickness is sometimes only 
from 1.9 to 3.3 ft., but generally from 4.9 to 5.9 ft., and an 
English empirical rule for their size is to make them equal to 
half the volume of crude sewage treated. Intermittent filtra- 
tion, with 3 hours rest to 1 of action, is the process employed 
in such cases. 

In several places river water is filtered through sand for the 
purpose of obtaining a water supply. In such cases the beds are 
from 3 J- to 6^ ft. thick and deliver from 0.33 to 0.59 cu. ft. daily 
from each square foot of area. The period of rest is generally 
short. Since sewage is not so pure as river water, and the pores 
of a sewage filter must contain a greater amount of oxygen than a 
water filter in order that the necessary chemical changes may 
take place, it may be approximately assumed that the area of the 
former class should be from two to three times that of the latter. 

The results of combined precipitation and filtration depend 
naturally upon the duration of the process and size of the plant. 
Since the latter is usually as small as possible in order to reduce 
the expenditure for land, it is not surprising that the effluent is 
generally inferior to that from filtration proper alone. In Birming- 
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ham about 30 per cent, of dissolved organic matter was removed 
by lime precipitation and 34 per cent, by a subsequent filtration, 
while direct filtration, properly conducted, removes from 80 to 
90 per cent., as already stated. A considerable area is always 
necessary to obtain good results, and the relative cost of land, 
chemicals, and other items of expenditure govern the employment 
of preliminary precipitation. 

The sewage might be made to first pass through filters and 
afterward be treated chemically, a more rational order, since the 
mechanical process would remove the greater part of the sus- 
pended matter, and the charge of chemicals necessary to precipi- 
tate the dissolved substances would be diminished. The removal 
of the sludge would be easier, although the filter would collect a 
relatively greater amount of matter. Fortunately the latter draw- 
back can be diminished by using horizontal filters, such as have 
been employed for some years in English 
cities. Fig. 142 shows the arrangement 
adopted at Coventry, where masses of sand, 
held by boards, are used. 

Dr. Petri has employed this principle in 
the purification plant of the prison at 
Ploetzensee, near Berlin, where 3,500 cu. ft. of fig. 142. -filters at 
domestic sewage are treated daily. The results ^ 1^0 ^^' 

cannot be definitely stated as yet. A peculiarity of this plant is 
the use of peat as a filter, which acts not only mechanically, but 
also as an antiseptic, reducing the amount of chemicals necessary 
in the charge. 

The operation of the plant can be easily understood from the 
diagram shown in Fig. 143. The sewage fiows from the channel 
a into a series of tanks, J, where the preliminary filters of peat are 
placed. The peat is arranged between walls in such a manner 
that sections of it may be replaced without interrupting the pro- 
cess. The sewage flows from these chambers into a collecting 
channel, c, which empties into a mixing tank, d, where the charge 
of chemicals is added. Petri has recommended various chemi- 
cals, the latest being a mixture of 20 grains of lime and 3 grains 
of magnesium sulphate to each gallon of sewage. 

The precipitation or settling basin is at e, through which the 
sewage constantly flows. Water weeds are allowed to grow here in 
order to aid in oxidation, as mentioned in the chapter on the self- 
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purification of rivers. The sewage then passes through a channel^/, 
filter^ Qy and channel^ h, arranged like a, h, and Cy into a final filter, 
t, composed of gravel or coke. The peat in g contains lumps of 
limestone for absorbing the sulphate of alumina, which might 
otherwise enter and poison the river. The effluent is thus actually 
clarified. 

A grating is placed over the filters, as shown by the dotted line 
at b. On this rests a thin layer of peat sprinkled with carbolic 
acid, to counteract the offensive vapors given off by the matter 
retained in the filters. Whether such an arrangement is necessary 
depends naturally on the local circumstances. 

The dimensions of the plant at Ploetzensee, the only one now 
in use, are as follows: Average depth of water in a, 1.2 ft.; length 
of filter from slope to wall, 10.6 f t ; rate of filtration, horizontally. 




Fia. 143.— Precipitation Tanks, Petri Sybteh. 

from 0.13 to 0.22 in. a second. Hence each square foot of ver- 
tical cross-section delivers about 6 cu. ft. of effluent an hour, 
much more, owing to the porous peat, than the results with an 
ordinary sand filter and river water. Moreover, the peat becomes 
choked less rapidly and requires less aeration. In actual practice 
the surface is occasionally raked over during the day, and the slope 
of the filter renewed. Otherwise there is no labor necessary, 
except a renewal of the peat every 20 or 30 days, when the effluent 
begins to be turbid. The maximum flow of sewage only occurs 
a short time each day, and the peat is sufficiently ventilated dur- 
ing the remainder of the 24 hours. 

The second filter has only three-fourths the sectional area of 
the first, and remains in good condition three times as long. The 
quantity of chemicals employed for each gallon of sewage may be 
reduced from that already given in the chapter on chemical pre- 
cipitation on account of the diminished duty demanded in this 
part of the process. 

Chemical analyses show that not only the suspended, but also 
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the dissolved, organic matter is almost entirely removed, and of 
the inorganic matter only 20 per cent., mainly lime and chlorine 
compounds, remains in the effluent. Extensive experiments must 
be made before the best dimensions and methods of working are 
determined. The cost of operating still remains to be ascertained. 
Knauff estimates it at about from 10 to 18 cts. per capita annu- 
ally, or from 0.7 to 1.4 ct. per 100 cu. ft. of domestic sewage, depend- 
ing largely on the ease with which peat can be obtained. This esti- 
mate assumes that the filtering material and sludge may be easily 
removed and the former employed as a fertilizer or fuel. The 
ability of such a process to treat large quantities of sewage still 
remains to be demonstrated, as well as its financial relation to 
other methods. 



CHAPTER VII. 

Irrigation. 

Irrigation with sewage on a large scale is a comparatively new 
branch of agriculture, not yet adapted for all places, and with 
defects which may be overcome later on. The term "irrigation/' 
when used in connection with sewage, covers a much wider range 
of problems than the simple watering of a meadow or plain, which 
is its usual signification. The different plans for disposing of the 
sewage are as follows : 

1. Surface Irrigation, — This plan consists in leading the 
sewage to a long channel, having a square cross-section of about 
1 ft., and running along a ridge from which the land slopes away 
at a grade of one or more per cent. The sewage flows over the 
edge of this channel along its whole length, and is prevented from 
collecting in little streams on the slope by a series of shallow 
ditches running parallel to the main channel and from 35 to 50 ft. 
apart. Where there are extensive fields to be irrigated in this 
way, the land is subdivided into areas from 650 to 1,160 ft. long 
and 200 to 230 ft. wide, down the center of which runs a channel 
from which the sewage escapes on both sides. 

2. Bed Irrigation, — In this system the land is subdivided into 
a number of beds 3 ft. wide and 65 to 100 ft. long by ditches 
about a foot wide. The sewage passes through the network of 
ditches and is absorbed by the beds. The sludge that collects in 
the ditches is occasionally removed and dug into the lands. 
Before planting it is possible to overflow the beds according to 
the next method. 

3. System of Flooding, — In this method of irrigation it is cus- 
tomary to flood the land with from 10 to 20 ins. of sewage by 
means of earth walls about 3 ft. high. The liquid part of the 
sewage percolates through the ground and escapes, leaving the 
fertilizing portions on the surface. Sometimes the water is 
allowed to flow away over the surface, while at other times, espe- 
cially in winter, the process is repeated until a deposit of sludge 
as thick as 8 ins. may be formed. Low plants are started after the 
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flooding, while shrubs and trees may be set out at any time, since 
the presence of the sewage has little effect upon them. It is best 
to give fields managed in this way for cereal crops a considerable 
area ; from 5 to 22 acres have been thus treated in single fields in 
Berlin. 

4. Gerson's System. — Gerson conducts the sewage to the 
fields in cast-iron pipes placed below the frost line and about 
1,300 ft. apart. These pipes have hydrants every 660 ft. or so, 
from which the sewage can be discharged, through a galvanized- 
iron pipe line 4 to 7 ins. in diameter, over the surrounding land. 
By means of a plow a series of low, temporary walls can be easily 
formed, between which the sewage is allowed to settle. Various 
modifications of the general plan are made to suit the require- 
ments of the different seasons and crops. The advantage of the 
system lies in the fact that the land is not divided by fixed 
boundaries. 

6. Subsoil Irrigation. — This plan consists in conducting the 
sewage through a brick or cement delivery sewer, from which it 
passes into a network of tile pipes underlying the whole field. 
The sewage escapes from the joints of the pipes, usually of 2-in. 
tile, from 8 to 16 ins. below the surface and 3 to 6^ ft. apart. 
Semi -cylindrical covers over the top of the pipes will prevent their 
clogging by dirt. The grades should not exceed one per cent., in 
order that the sewage may be uniformly distributed over the entire 
area. 

In all cases it is necessary to provide two sets of pipes, one for 
the sewage and one for the effluent. Each is a separate network, 
and may be partly on the surface and partly below it. The sew- 
age pipes must be higher than the others, and it is therefore 
occasionally necessary to make artificial slopes. The distance 
between the sewage and effluent systems should be so chosen that 
the sewage fiows evenly and with sufficient velocity to prevent any 
accumulations detrimental to the crops. In general the greater 
the slope the greater may be the distance between the delivery and 
discharge ditches. 

Starting out from the pipe lines through which the sewage is 
pumped to the irrigation fields, as in Danzig, Berlin, Breslau, and 
other places, or the simple gravity ditches, similar to those employed 
in Freiburg, are the series of underground or surface pipes which 
lead to all parts of the field, gradually decreasing in size toward 
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the outer ends. Suitable arrangements of flash boards and gates 
control the distribution of the sewage, and facilities for regulating 
the total quantity delivered to a field should always be provided. 
In addition to a telegraphic communication with the pumping 
stations, it is often customary to erect small stand-pipes at the end 
of the pipe line or highest point of the ditches. These stand- 
pipes are usually about 20 ins. in diameter and 33 ft. high, pro- 
vided with a float carrying a flag or other signal by which the 
condition of the supply can be easily seen at a glance. The tops 
of these stand-pipes end or connect with a small reservoir, where 
any overflow may be collected. The effluent is collected by ditches 
or pipe drains, the choice being governed primarily by the nature 
of the soil, and in a less degree by the relative cost of construction 
of the two systems. The drains are from 4 to 6^ ft. below the 
surface, although in the very sandy soil of Berlin they are only a 
trifle over 3 ft. deep. 

The action of an irrigation field is threefold : a. The sewage 
is mechanically filtered and the suspended matter thus separated. 
h. The dissolved organic matter is also removed by oxidation in 
the presence of bacteria, and ammonia and minute quantities of 
nitric and sulphuric acids given off. c. The plants absorb the 
fertilizing substances, especially the dissolved organic matter, and, 
in a lesser degree, the products of disassociation of the preceding 
processes. The first and second methods of action are similar to 
those of filtration beds. They are more complex, however, and 
more subject to the influence of changes in the weather. In order 
that the whole process may be successful, certain conditions must 
ba fulfilled. They relate to the following matters : 

1. Nature of the Ground. — The same rules govern the selec- 
tion of fields for irrigation as for filtration. A fairly sandy soil is 
the best. With such ground the sewage should flow in small 
quantities, but at frequent intervals. With heavy loam the sewage 
is rapidly absorbed, but given off very slowly. In order to have 
considerable absorbing capacity, it is desirable that there be a 
quantity of vegetable mold in the earth. 

The heavier the ground the greater the extent of land neces- 
sary, since the oxidation will cease nearer the surface. With a too 
loose soil the sewage flows off before giving up all its fertilizing 
matter, and on that account the land should be terraced and the 
effluent from one level run over the next lower one. Whexe thi» 
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is not possible, gates may be placed in the main effluent channel 
and the sewage held back at different places until it has a sufficient 
head to be discharged over the land in the vicinity. 

2. Nature of Plants, — ^It is desirable that the plants raised on 
irrigation fields should take up all the matter deposited from the 
sewage directly, if possible, and after disassociation in any case. 
This is an ideal condition, however, and it remains to choose such 
plants as most nearly conform with the composition of the depos- 
ited substances. Some ingredients, especially when the sewage 
contains the waste products from industrial establishments, will 
always remain unchanged in the soil and be gradually washed 
away. The variable quantity of sewage and the different agricul- 
tural demands during the year render any exact adaptation of 
crops to the sewage impossible. 

About 1 per cent, of ammonia, 0.4 of potash, and 0.4 of phos- 
phoric acid are present in manure, and the same relation between 
the three substances is also found in sewage. These proportions 
are not adapted for plants on account of the large quantity of 
nitrogen in the ammonia. The leaves of a plant demand the 
nitrogen, the fruit the other ingredients. Hence grass, '^ greens, ^^ 
turnips, shrubs, and the like give the best crops. Only 15 to 25 
per cent, of the fertilizing value of the sewage can be used, accord- 
ing to Knauff. a change of crops is advisable in order that as 
many as possible of the substances added by the sewage to the 
fields may be absorbed. The plants should also be so selected 
that they will allow the air and sunlight to act readily on the 
earth. 

3. Character of the Sewage. — The suspended matter has no 
fipecial fertilizing value in a crude state, and is useful only after 
disassociation into soluble substances, while it may form an inju- 
rious slime on the fields or stop the drains. Whether this disad- 
vantage outweighs its fertilizing value depends upon the method 
of irrigation. Where drains may be clogged or the level of the 
ground raised to an extent that hinders the process, the suspended 
matter is usually removed by a sand-pit, occasionally by a settling 
tank on the fields. Chemical precipitation has been occasionally 
adopted, its cost being met by the saving in the labor necessary to 
remove the sludge or slime from the fields and keep the drains 
open. Since the dissolved matter is valuable, it is only necessary 
to employ chemicals enough to precipitate the suspended sub- 
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Btauces. Where all the or^^anic matter is used and is plowed into 
the land, it is sometimes well to employ mechanical agitators to 
prevent any settlement in the tanks and ditches. Such a plan 
has been pursued at Floetzenaee. 

Care must be taken that the sewage ie not too concentrated, 
for if a large amount of soluble matter is present the chemical 
processes of disassociation and combination are rendered difficult 
and all the substances will not be removed from the effluent. The 
necessary dilution may be affected by the addition of water from 
neighboring brooks or ponds, or by running the effluent over the 
fields a second time. The 
same means may be employed 
to furnish the fields with suf- 
ficient water during dry 
seasons. 

4. Management. — "With 
every irrigation field a good 
aeration of the ground is a 
''"*■ fundamental necessity, and 

in this respect the different methods outlined above vary consid- 
erably. With overflowed fields there is of course no circulation 
of the air either with alow or rapid percolation. In such cases 
simply mechanical filtration takes place, the chemical action is in- 
complete, and it is important to subject the eCBuent from these 
fields to a further purification in other places. With under- 
ground irrigation, the purification is also incomplete, since the air 
necessary for oxidation must penetrate a stratum of earth before 
coming in contact with the sewage. 

Bed irrigation is more favorable, but the best plan is surface 
irrigation worked intermittently. Small areas may be easily cul- 
tivated by the distributing and settling tank shown in Fig. 144, 
in which the sewage is collected, settled, and delivered, efther by 
hand or automatically by a float, when the water-level in the tank 
has risen to a proper height. 



CHAPTEE VIII. 
Eesults and Cost of Irrigation". 

There is an immense amount of data to be had regarding irri- 
gation, and on that account only general results will be given in 
this chapter. With the usual methods, the suspended matter is 
completely removed or reduced to a few traces and the effluent is 
clear. In favorable cases the dissolved matter is reduced 90 per 
cent. ; in the most unfavorable cases there may be a slight increase in 
the total amount. The total quantity of nitrogen may be nearly 
all removed or only a third or half withdrawn, according to cir- 
cumstances. These differences are due to the different conditions 
of weather and crops during the year. With a proper plant and 
treatment, the irrigation process will furnish a purer effluent, both 
chemically and microscopically, than is found in many wells and 
brooks ; and on that account it is possible that this process is the 
most successful method of sewage disposal. On the other hand, 
very unsatisfactory results are sometimes obtained. Analyses of 
the effluent from beds and fields in Berlin showed that it some- 
times contained 30 per cent, of the amount of ammonia in the 
crude sewage, while 36 per cent, was found in the effluent from 
overflowed areas. In every case careful adaptation of the drains 
to the subsoil water is necessary. See note, page 287. 

Under some circumstances it would be better to run the crude 
or partly purified sewage into a river, than to allow it to mingle 
with subsoil water and thus enter wells or springs. The irrigation 
process in Paris is stopped when high water in the river hinders 
the free discharge of the effluent, and the crude sewage is emptied 
directly into the Seine. 

The effects of evaporation from fields treated in the first and 
second methods, outlined in the previous chapter, are compara- 
tively without any drawbacks, but the evaporation from fields 
managed by the third and fourth plans is very bad, since the 
sewage remains stagnant over a coating of decomposing sludge.* 
In winter many receiving basins are necessary, but in summer the 
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sewage should not stand more than a tew days at most. In the 
comparatively warm climate of England the process may be con- 
tinuous, although in other places the addition of the sewage to 
the plants during the cold weather is regarded as injurious. At 
such times simple filtration may be employed, as is done on the 
sandy soil at Danzig. Complaints against the process have gen- 
erally proved unfounded. The crops may be too rank under bad 
management, but usually make excellent fodder. 

The results and cost of irrigation are to a great extent depend- 
ent upon the relation between the quantity of sewage and the 
extent of the fields. In order that the fertilizing value of the 
sewage may be utilized to its utmost extent, large areas are neces- 
sary, over which the water is repeatedly turned. Where the land 
must be of less extent, the agricultural aspect of the process is 
neglected, and the aim is to simply furnish a pure effluent. The 
latter case occurs more frequently. The best system is to have 
private parties control the sewage during irrigation, as is extensively 
done in Paris and, recently, in Berlin. Freiburg offers an in- 
teresting case of this sort. In this city a large meadow along an 
industrial canal had been common property for years, and was 
used for sewage farms. When the sewerage system with water 
olosets was introduced, difficulties arose. In spite of the exten- 
sive area of the meadow, the sewage was not always purified, and 
polluted the brooks below the place more than heretofore. A 
regular and uniform treatment was no longer possible, and the 
sewage was used in a number of ways, so that, by an alternation of 
processes, the effluent was maintained in a good condition. 
Naturally private parties could not be allowed to choose their own 
methods of treatment in such a case, and the whole process was 
placed under municipal supervision. 

The data upon which an irrigation field may be calculated are 
of two classes — relating either to the quantity of sewage or 
the amount of fertilizing ingredients contained in it. The 
quantity of sewage used on an acre annually depends upon 
the volume of the voids in the earth, but is not equal to 
it, since allowance must be made for aeration. About one- 
third the volume of sand is taken up by the voids, and of 
this amount one-half at the most should be filled with sew- 
age at one time. With 6^ ft. depth of drainage an acre 
of sandy ground will therefore take up about 47,000 cu. ft. of 
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sewage at each flow; and if the land is treated 6 times a year, the 
total quantity that may be disposed of in this way annually is 
about 282,000 cu. ft. Looking at the matter from the second 
point of view, there are certain species of grass that will assimi- 
late 291 lbs. of nitrogen per acre annually. The city sewage 
contains nearly 9 lbs. of nitrogen for each inhabitant annually ; 
hence an acre must be allowed for each 33 persons, in order to 
obtain the best agricultural results. A larger extent of land is 
desirable for raising other crops, since sugar-beets require only 219 
lbs. ,of nitrogen per acre annually, carrots 125, and other plants 
still less. On the other hand, greatly diluted sewage must be 
used at times, and a less amount of land will be then fertilized 
with the same quantity of sewage. Hence in England an *' agri- 
cultural standard '^ of an acre for each 20 to 40 persons, according 
to the kind of ground, has been adopted. 

From a purely sanitary point of view an acre might be allowed 
to more than this number of persons, since the purification can 
be effected by the soil as well as by plants. The surplus nitrogen 
will then be combined to form soluble nitrates, which will be 
washed away. As a '^ sanitary standard,^^ therefore, the English 
have adopted an acre for each 80 to 120 persons, with surface ir- 
rigation and grass crops. The bed system allows a somewhat 
greater quantity of water to be used. A recent French regulation 
requires an acre for each 580,000 cu. ft. of sewage annually, and 
the irrigation fields for the annexed districts of Pans have been 
designed on this basis. A rough approximation is to have the 
fields as large as the city itself, and this rule is fairly good for a 
population of from 60 to 120 per acre. When the farmers have 
more generally adopted irrigation the municipal land for the pur- 
pose need not be so extensive. 

Another method of estimating sewage irrigation is based upon 
the annual rainfall. An acre of land receiv^es annually from 
58,000 to 132,000 cu. ft. of storm water, although much greater 
quantities have been recorded. On account of the fertilizing in- 
gredients of sewage, the latter should never equal the amount of 
pure water which can be removed from a field by drainage, and 
which may amount to 2,280,000 cu. ft. per acre annually. It is 
doubtful if the quantity of sewage that may be treated varies in 
proportion to its ingredients, since there is a limit to which even 
pure water can be applied to land. 
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Table IX.— Appbozimatb Data Rbqardino Sbwagb pob Irrigation Fields. 



City. 



Twelve Ensrlish cities . . . | 

Berlin 

Brcslau 

Danzig 

Freiburg 

Paris 

Brussels, projected 

Munich, " 

Zurich, " 






Sewage 


per capita ] 


Sewage, cu. 
ft. per acre 




gals. 






per year. 


Dry 


Rainy 




days. 


days. 


73,000 


• • 


• • • 


583,000 


• • 


• • • 


/ 175,000 \ 
1219.000/ 


18 


40 


350.000 


28 


53 


482,000 


40 


61 


1,167.000 




• - • 


526.000 


26 


66 


131,000 


40 


79 




40 


106 


848,000 


58 


... 



Average. 

18 

77 

26 

40 

48 

• • • 

40 
66 

•  - 

106 



The relation between ordinary and storm sewage depends up- 
on the number of relief outlets. The figures for dry-weather 
sewage do not agree with those given in the preceding tables, 
since the latter are based upon the assumed quantities, while this 
table gives the actual amounts at present treated. In Breslau, 
Danzig, and Zurich the subsoil and flushing water is included in 
the carrying water and the duty of the irrigation fields corre- 
spondingly raised. 

The cost of preparing the surface of an irrigation field, in- 
cluding grading, ditching, etc., averages from $40 to $160 an 
acre, and the drainage comes to from $20 to $60. The total cost 
per acre in Berlin was $190, in Breslau only $83. 

The proceeds of management is the difference between the 
entire outlay for labor and material and the receipts from the 
products sold. The work is generally managed by contractors, 
and the rent forms the proceeds. 

In a number of English cities, the proceeds may be $200 an 
acre, and from that figure dwindle to nothing, or even show a loss. 
The average is about $50. 

In Danzig a contractor received free use of the irrigating 
fields under the condition that he was to keep the sewerage system 
in order. The terms of the contract have, however, been recently 
altered. The proceeds per acre are probably from $18 to $24. 

In Berlin the results vary greatly in the different years. The 
maximum net receipts per acre for a year are $13.10 from mead- 
ows, $19.30 from beds, and $20.60 from overflowed fields. The 
gross receipts average for each acre, $30 from meadows, $35 from 
beds, and $25 from overflowed fields, and the expenses average $9, 
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113, and |12, respectively. Sometimes there is a loss. The aver- 
age annual income from the city farms, of which 42 per cent, are 
now supplied with sewage, ranges from 18 to |14 an acre net, or 
from $13 to $40 gross. This money is partly devoted to paying 
the interest on the cost of the fields and their improvement, 
averaging $380 an acre, but the sums are not suflScient, and an 
appropriation of about $14 an acre is made annually. These 
figures are based on the reports of 1882-87 inclusive. See p. 287. 

In Breslau the fields are leased at from $8 to $11 an acre an- 
nually, and thus pay about 1 ^ per cent, on their cost. 

In Paris the rent of single fields ranges from $30 to $40 an 
acre, $25 more than their worth before the system was adopted, 
and more than the fields in the vicinity are worth. 

In order to compare the treatment by irrigation with the other 
methods already discussed, it is best to reduce the units of com- 
parison to the cost per 100 cu. ft. and the annual expense for 
each inhabitant. In this case, not only the proceeds of the pro- 
cess are to be considered, but also the expense of preparing 
the fields and their original cost, the interest on the capital in- 
vested, and possibly a sinking fund. 

There is generally a loss, as noted above for Berlin. Special 
reports of 9 English cities shows that this ranges from to 5 
cts. per 100 cu ft. or from to 50 cts. per capita annuaUy. 
These figures show a greater range than those for chemical pre- 
cipitation, partly explained by the cost of land and partly by the 
variable value of the crops. In the very satisfactory fields of 
Breslau the loss is only 6 cts. per capita annually. In Berlin 
the figures for 1885-86 are 1.2 cts. per 100 cu. ft. and 15J^ cts. 
per capita, and these rates are slowly decreasing. The opinion 
prevails there that chemical precipitation would be more expen- 
sive and give less satisfactory results. 

If no chemicals are employed and the mere mechanical pre- 
cipitation will answer all requirements, the expense is much less 
than that of irrigation. In any case it is to be noticed that 
suitably designed and conducted irrigation fields come nearer to 
both sanitary and agricultural standards than any other method 
of sewage purification ; and the method is capable of greater im- 
provement, while the future of precipitating plants is uncertain 
as regards the removal and value of the sludge. 

The total cost of a sewerage system must usually include some 



1 68 COST OF IRRIGATION. 

system of sewage purification the cost of which is to be added to 
the figures already given in Part I. In Berlin the figures per 
capita per year for 1885-86 are as follows : 

Interest and sinkinflr fund, 4 percent, of $12 iSots. 

Rnnnlnff exnenses, InolndinfiT pampinsr 17 ** 

Sewage pnrifloation 15 ** 

80ct8. 

To meet this expenditure each landholder pays in taxes for the 
purpose, on an average, 36 cts., and the savinpf in street cleaning 
due to the sewerage system is reckoned at 15 cts. 



PART III -GENERAL MUNICIPAL AND DOMESTIC 

SANITATION. 



CHAPTER I. 
The Sanitary Problem. 

The problems of municipal sanitation relate to the disposal of : 
a, refuse or dry matter from streets, dwellings, and industrial es- 
tablishments ; hy excrement ; c, waste water from houses, shops, 
streets, and public springs ; d, storm water ; e, subsoil water. 

Formerly, the reason for removing and disposing, in various 
ways, of the above matter, rested simply on a desire to preserve an 
agreeable and decent condi,tion of affairs within the city limits, 
but recently the subject has been regarded with increasing interest 
from a hygienic point of view, and various more or less theoretical 
assumptions have been made concerning the relations between 
municipal cleanliness and disease. 

When the chemical processes of fermentation had been ex- 
amined and explained, it was but a single step to the general 
theory of the disassociation of organic bodies and the spread of 
contagious or infectious diseases. In the latter, as in the former, 
there was a formation of ferment, in small masses at first which 
grew and spread to other bodies. Partly by direct experiment and 
partly by analogy, this ferment, it is thought, consists of minute 
organisms, or bacteria, generated by decomposition. 

For the present purpose those bacteria which act upon man 
are of chief interest. They are extremely small, multiply rapidly, 
and live within the body without the presence of free oxygen. 
They are found everywhere in the atmosphere, and often in 
water if it contains their proper food. Fortunately all species 
are not disease germs, although many investigators hold that 
there are but a very limited number of kinds, any of which may 
be dangerous under certain conditions. Nevertheless, a distinc- 
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tion can be drawn between the bacteria of decay, of miasma, and 
of contagious disease. 

They are all important from the point of view of the sanitary 
engineer. Their presence and increase necessitate dampness. 
They cannot, however, leave the place where they have been 
formed without outside aid, and are scattered by a flow of water, 
winds, on particles of vapor, or after drying, as dust. They are 
not killed by drying but simply benumbed or crippled, and their 
vitality may remain unchanged for days or weeks under such 
circumstances. In pure water they also remain torpid and do 
not increase, although still living. The more organic matter on 
a damp surface, the more tenaciously do they adhere ; the more 
inorganic present, the more easily are they scattered. 

Contagious matter may be absorbed by breathing, eating, 
drinking, and through skin wounds. For every class of bacillus 
there is an especially adapted method of contagion ; typhoid and 
cholera germs enter the stomach, consumption and malaria ba- 
cilli reach the lungs, and others according to their nature. Un- 
fortunately, there are a number of ways by which each class may 
reach the part they especially affect. 

1. Putrefaction, — All organic matter in refuse, excrement and 
domestic wastes, like all organic matter from a lividg being, is sub- 
ject to a series of chemical and physical changes which finally 
leave it in the form of stable inorganic compounds, the whole 
process being conveniently named ** mineralization. '' The changes 
are divisible into those of oxidation or of putrefaction. 

Where there is no oxygen, putrefaction takes place. The or- 
ganic matter, in the presence of water, finally changes to gaseous 
products, ammonia, hydrogen sulphide, carbonic dioxide, and 
others, generally with a very bad odor and sometimes poisonous. 
Wherever there is putrefaction, especially when the supply of air 
is much limited, there is a bad odor. The greater the amount of 
air, and therefore oxygen, the more quickly will oxidation take 
place, generally without odor, and resulting in the formation of 
carbon dioxide, nitric acid, sulphuric acid, and similar compounds. 
Many organic substances of a complex character cannot be 
directly oxidized and must first decay ; in this way fatty acids are 
changed to carbonic acid and ammonia, and the latter to various 
nitrates. Decay occurs in ditches, heavy or damp earth, stag- 
nant water ; oxidation takes place with free access of air ip 
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porous or dry earth or in flowing water. Both processes may 
occur simultaneously, decay within and oxidation without the 
body. 

Corresponding to the difference between oxidation and putrefac- 
tion is a difference between the bacteria attending the two changes. 
One kind requires the presence of oxygen and aids the decay of fruit 
and dry rotting of wood, thereby causing, or attending, the diseases 
of plants. They can only attack those portions of man which have 
free access to the air, and are therefore comparatively harmless. 
With their slow development and inability to exist without free 
oxygen, they are effectually prevented from penetrating into any 
tissue. The bacteria of putrefaction have directly opposite char- 
acteristics, and have always been regarded as injurious. The 
pathological characteristics of putrefying matter and bacteria of 
putrefaction have not been clearly separated as yet. In general, it 
may be said that experiments show that putrefying matter is more 
injurious than the bacteria. Two extensive investigations with 
bacteria and healthy tissue have proved that ^' putrid ^^ water 
from which the germs have been removed is still poisonous," 
while the bacteria themselves are harmless. The experiments are 
extremely difficult owing to the presence of bacteria in the air, 
and the results are therefore liable to be in error. It is accord- 
ingly open to question whether man is more liable to disease from 
putrefying matter or from the attendant bacteria. The prac- 
tical fact is evident that a removal of the matter will at the same 
time reduce the danger from the germs. 

In all cases the habits of the individual have a great influence 
on his susceptibility to disease. Many persons accustom them- 
selves to the presence of excrement, the use of bad food or con- 
taminated water ; others are immediately affected under similar con- 
ditions. The quantity of putrefying matter has been experimen- 
tally proved to be of considerable influence in this connection. 
On injecting such substances into the stomach or blood of ani- 
mals, it was found that, by dissolving a definite amount of a 
poison of putrefaction in water, the effects were weaker than when 
the undiluted poison was used. 

2. Dampness in the Ground, — Where storm water is absorbed 
by the earth or enters into cellars through defective draining a 
considerable danger is caused. Capillary action and subsequent 
evaporation will keep the walls of such buildings constantly 
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damp and cool, and cause catarrhal and rheumatic complaints* 
Damp walls and floors are also impervious to air, and hinder the 
ventilation of a house. The presence of bacilli in the complaints 
mentioned has yet to be proved, but they certainly occur in the 
miasmal diseases. The bacilli of miasma are generated on or 
slightly below the surface of damp earth in the presence of vege- 
table mold. Where subsoil water occurs, they exist on the sur- 
face in a slight depth of earth where the best nourishment is to be 
found, but do not penetrate very deeply. Investigations in Berlin 
have failed to find them at a depth of 3^ ft. The subsoil water is 
therefore so far injurious as it tends to cause dampness on the 
surface. The greater the amount of organic matter in such earth, 
the more nearly do the bacilli resemble the bacteria of decay. 

The bacilli of contagious disease, those which are given off 
from the sick in various ways, are liable to affect the person upon 
whom they lodge. They have never been seen to originate, and 
have only been known to multiply, within the tissues. They carry 
disease from individual to individual, both by actual contact of a 
sick to a healthy person, and by transmission on portions of dis- 
eased matter. In this way contagious disorders are spread, not 
only by actual touch with a diseased individual or any secretion 
from his person, but also by his clothes, and even the air in his 
neighborhood and water in which bacilli have been absorbed. 
Naturally the methods of transmission from one person to another 
are widely diverse, and it is to be noted that the bacilli of con- 
tagion are the most injurious of any in proportion to their num- 
bers, are more tenacious of life, and develop more rapidly than 
the others. They are only surely destroyed at a high tempera- 
ture or by strong disinfection. 



CHAPTEE 11. 

Gen"eral Pbikciples. 

The problems of city sanitation are solved in the following 
manner. The matter subject to decay is to be removed from the 
vicinity of dwellings as speedily as possible, especially when it 
contains substances which simply require to be moistened in 
order to decompose, or secretions from diseased persons. Such 
portions of this matter as remain near or in buildings will soon 
give off offensive gases and bacteria, and on that account sanitary 
building and disinfection are necessary. If the organic sub- 
stances sink into the earth, the compounds which result from 
their decomposition will remain to some extent in the soil, and 
to some extent enter springs and wells, dissolved or suspended in 
water used for domestic or other purposes. Subsoil water must 
be taken into consideration as forming a means of transport of 
sewage and similar matter from one place to another, and the 
drainage should therefore extend to hard-pan. 

The cleaning and sewering of a place is naturally a public 
duty, since it must be systematically done, and individuals must 
be forced to remedy defective or careless arrangements. The 
management is generally public, but special duties, such as the re- 
moval of different classes of refuse, are sometimes let to contrac- 
tors, who do the work under municipal supervision. Systematic 
work is desirable on both sanitary and financial grounds, especial- 
ly when there is a possibility of an increase in the extent of the 
city by annexed districts. 

Two equally bad customs are to be mentioned in this connec- 
tion. One is the practice of heaping streets and building lots 
with rubbish from new buildings, and earth which contains 
organic matter. In filling in around foundations, cinders and 
similar substances are to be avoided, since, in connection with 
water, they will cause deposits of sulphur and nitrogen com- 
pounds on the walls, injurious to the mortar. 

The second bad custom is the continued use of ditches and 
sewers with porous walls. The ordinary privy retains only the 
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Bolid excrement and allows all the liquids to mingle with the sub- 
soil water. Apart from the inconvenience of decay, stoppage, and 
removal of solid matter, the infection of the soil and water is 
sufficient cause for a city to forbid the use of such devices except 
for the domestic wastes of isolated buildings. 

It has been shown in many places by carefully compiled statis- 
tics that thorough and careful regulation of city cleaning and 
sewerage improves their sanitary character. The sensitiveness 
to epidemics, especially cholera and typhus, has diminished, 
which fact is especially noticeable on comparing different parts of 
the same city. Some chronic complaints, especially miasma, 
have been entirely dispersed after their cause has been removed. 
The gradual decrease in the mortality rate also points to the same 
conclusion. To be sure, other regulations, both architectural and 
moral, and the introduction of large water-works have contrib- 
uted to this result. It cannot be denied, however, that in some 
cases the mortality has increased in spite of improved sewerage 
and has decreased in others without the introduction of better 
sanitary regulations. The causes of this are manifold, and statis- 
tics show only the final results, not the influence of each relation 
which can influence the public health. 

In spite of the great advantages of health and convenience 
for traffic and industry, an ideal system of municipal sanitation 
is not always possible. Very often the cost of plant and main- 
tenance must be carefully considered in comparison with the 
prospective results. Since the latter cannot be determined before- 
hand with any accuracy, and are not reducible to a monetary 
basis in any case, the merits of different plans depend to some 
extent on individual preferences and prejudices. In general, a 
wealthy and hitherto unheal thful city is warranted in expending a 
greater sum of money than a city with smaller financial resources 
and better sanitary conditions. There are many moderately suc- 
cessful and comparatively inexpensive methods of cleaning and 
sewering a place that are not to be overlooked, although not the 
most successful. Public health is a possession or condition which 
must be paid for, and the greater the expenditure the better are 
the results usually. 



CHAPTER III. 



The Use of Gutters. 

Gutters were the first means of removing storm water from a 
city. They embrace street gutters, running parallel to the axis 
of the street ; transverse gutters from the rain pipes on the front 
or interior of houses, or from between separate buildings ; and 
occasional secondary branches to courts or rear areas. In ad- 
dition to their hygienic disadvantages, which are lightly regarded 
as long as the cleaning is systematic, the gutters, if of some length 
and width, are liable to hinder traffic, by flooding streets and 
cellars, or by causing icy places and bad roadways, especially at 
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street intersections and private entrances. All land must be 
higher than the gutters, in order to be drained. These dis- 
advantages may be partly remedied by the use of covered gutters, 
similar to those illustrated in Fig. 145. The first form, a, has a 
cover of wood, iron, or stone ; the second, h, is a simple slot 
conduit, easily cleaned and also easily choked ; the third, c, is 
the most expensive. 

The disadvantages of surface drainage can only be overcome by 
underground sewers, generally at a greater expense. Therefore 
the system of gutters is still allowable in some cases, such as the 
following : In small places or in manufacturing establishments 
where the traffic is light ; where the gutters are short, as in cities 
lying along a river or crossed by numerous water-courses, like the 
Dutch towns ; where there is a steep grade, causing the water to 
run off quickly ; where a cheap temporary drainage system is 
required. In old sewerage systems, the street gutters were the 
usual channels for the removal of all storm water, and are still used 
for this purpose in Freiburg, Salzburg, and Basel, in order to 
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spare the householders the expense of underground rain-pipe con- 
nections. 

The gutters are also used in many cities as channels for the re- 
moval of waste water. In such cases, in addition to the ob- 
struction of traffic already mentioned, sanitary and aesthetic ob- 
jections arise; for while all the polluted water is swept away dur- 
ing storms and the street refuse is washed off, new drawbacks 
present themselves which are even more serious. On account of 
lack of water, and owing to frost, deposits may be formed which 
will taint the air. Only by repeated flushing with water from 
streams or water mains, as in Paris and Hannover, can the waste 
water be prevented from stagnating and causing deposits ; these 
remedies are, however, only useful in summer, and are of little 
aid in the rear of houses. Hence regulations in some places re- 
quire the waste water to be carried from the houses to the 
gutters, and even to special emptying places along the line, dur- 
ing the winter. This practice is both laborious and unclean. 
Where regular flushing is impossible a privy on each lot would be 
better, from a sanitary point of view. In Dresden, privies are 
required where there is no sewer connection, and the gutters are 
not allowed to be used for such matter. 

Although gutters are not adapted for removing waste 
water, nevertheless their use is allowable if disinfected, even 
when urine is present. The water may be disinfected in receiv- 
ing basins where it is constantly agitated, in a filter vat where 
solids are mechanically removed, or in a disinfecting ditch for 
excrement. There should be a thorough treatment, since any 
excess of the disinfectant will act beneficially on the storm water. 
In this way a surface sewerage system is possible without any 
injurious vapors or contamination of the soil. The plan is 
recommended by Petri, but is practicable in exceptional cases 
only, for in addition to the obstructions to traffic of such a sys- 
tem, it would be impossible to drain low courts or cellars, or to 
influence the height of subsoil water, and the prevailing odor of 
carbolic acid might be as undesirable as that of decaying matter. 



CHAPTER IV. 
Quantity and Characteb of Refuse. 

1. On the streets and squares of a city there is always collect- 
ing a quantity of dust, leaves, manure, paper, and similar matter, 
which together form the so-called " sweepings. ^^ The quantity 
depends entirely on the material and construction of the pavement 
and the extent of the traffic. From English investigations it is 
usual to assume that the sweepings from stone pavements are from 
a half to a sixth the quantity from macadam ; from wooden pave- 
ments, a sixth to a twelfth ; from asphalt, about one -twelfth. In 
Berlin the average quantity of sweepings has been continually de- 
creasing since 1880, in spite of an increased area and traffic, which 
clearly demonstrates the value of good pavements. 

The quantity of refuse varies greatly with the weather ; on 
asphalt pavement the volume may be half as much again in wet 
as in dry days, and on stone and macadam from 2 to 5 times as 
much. This is due to the fact that mud will be carried continually 
from the poorly paved streets to the better ones by the wheels of 
the passing vehicles. 

The most important constituent of this rubbish is the organic 
matter. In Bremen 0.2 per cent, of the sweepings are nitrogen, 
and 0.4 per cent, in Breslau and Brussels. London sweepings 
from stone pavements during dry weather contain, according to 
Letheby, 58 per cent, of organic matter, and 20 per cent, dur- 
ing rainy days. Under similar conditions the average with stone 
pavements was 23 per cent., wooden pavements 60 per cent., 
and macadam 4 per cent., the comparatively small amount in the 
last case being due to the large amount of dirt from that class of 
surface. 

In addition to the actual street sweepings, account must be 
taken of the deposits in sewer inlets and the sewers them- 
selves. In London 80 per cent, of the refuse removed comes 
from the streets, 17 from the inlets, and 3 from the sewers ; and 
the total mass is estimated to consist of 40 per cent, of abraded 
pavement, 40 per cent, water, and 20 per cent, organic matter. 

2. The domestic refuse consists of house sweepings, kitchen 
12 
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wastes, and ashes, the quantity of the latter being about three 
times greater with coal than with wood. Other matter — such as 
builders' rubbish, garden refuse, the waste from the kitchens of 
large hotels, and ice — is removed in some places by private and in 
others by municipal laborers. Where the private owners are 
obliged to do this, many disagreeable consequences may arise, 
and public contractors are deterred from bidding on such work, 
owing to the uncertainty as to the quantities they may have to 
handle. A fairly good compromise is in force in Stuttgart, where 
the contractors remove all but a small part of the general refuse, 
and the remaining matter at the request of the householders 
at the rate of 18 cts. per cu. yd. 

The house refuse is collected either in movable barrels and 
boxes or in pits and ditches. The inorganic and organic matter 
should be kept separate as much as possible, since they are used 
for different purposes, and when combined are of little or no 
value, as well as injurious from a hygienic point of view. 

Municipal regulations usually prescribe the form and material 
of the movable receptacles. In any case the barrels or boxes 
standing in front of a door make a far from pleasing impression 
on the beholder, especially when not regularly emptied. The 
Bremen system is better on this account. There the pails and 
barrels are placed in underground recesses, from which they 
are removed and emptied by the regular street-cleaning labor- 
ers. The receptacles should be large and easily reached by 
all the dwellers in the house, as well as by the laborers who 
empty them. In Leipzig the size is sometimes sufficient to 
hold 6.4 cu. ft. They are made of wood, with a metal lining, or 
entirely of metal, preferably the latter, and should have a tightly 
fitting cover. 

Pits and ditches afford more room for collecting and retaining 
the refuse, but the delay in removing the matter from them may 
result in disagreeable or serious consequences, and more than two 
weeks should never elapse between successive removals. More- 
over, separate pits for ashes and rubbish are to be recommended. 
The ash pit may be quite large, but the other need not contain 
more than the refuse of two weeks. Their size can be approxi- 
mately estimated by allowing 0.5 cu. ft. of ashes and 0.25 cu. ft. of 
rubbish per week for each person in the house. Both pits should 
be easily reached from all parts of the house and from the street,. 
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And should be protected from rain. They are best made of stone, 
brick, or concrete, as giving greatest security from fire and injuri- 
ous vapors. 

These pits are sometimes connected with the different com- 
partments by chutes, in which case care must be taken to secure 
good ventilation, and an easy access for removing the collected 
matter. A more simple plan is to have the chutes discharge into 
movable receptacles of some sort. 

3. Manufacturing and industrial establishments collect very 
large quantities of waste matter, which is usually removed by 
private contract, although the English system of removal by the 
municipal laborers at a special price has some advantages. Where 
matter liable to decay or putrefaction, or substances of an acid 
nature or giving off unpleasant odors, occur, special receptacles 
should always be provided. Manure pits should be protected 
from rain and be drained by underground connections. 

The following table gives a series of interesting statistics regard- 
ing the quantity of refuse from different cities, and embraces the 
classes described under 1 and 2 above, and to a less degree under 3 : 

Tablb X.— Quantity of Refuse. Cubio Feet per Tear. 





From streets. 


From houses. 


Totel. 


aty. 


From each 
lineal yard. 


Per capita. 


Per capita. 


Per capita. 


Amsterdam 


20.3 
18.4 
17.6 
11.6 

• • • • V 

• • • • 

• • • • 

1.6 
9.7 
4.5 

• • • • 

6.8 
10.6 

•  • • 

21.7 
323 
10.6 
21.7 

• « • • 

10 
38.8 


10.6 

• • • • 

6.0 

• • • • 

6.4 

•  • • 

2.1 

1.8 

11.7 

3.5 

« • • • 

5.3 
11.7 

• • • • 

• • • • 

U.l 
14.8 
15.2 

• • » • 

5.6 
1&6 


• • • • 

• • •  

8.8 

• • *  

7.8 

• • • • 

9.2 

7.8 

• • • • 

• • •  

26.5 

• • • • 

28.3 

• • • • 

12.4 

25.5 

3.2 

• • • • 

3.5 
12.0 




Baltimore . . . , , . , . t . t 




Berlin 


14.8 


Boston 




Bremen 


14.2 


Colosme 


17.0 


CoDenhafiren 
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Special measurements in Berlin show that a cubic yard of 
street sweepings weighs from 1,680 to 2,190 lbs., according to 
the amount of water present, the average weight being 2,100 
lbs. House refuse averages about 840 lbs. Measurements in 
Bremen and Stuttgart show that both classes together average 
1,180 lbs ; in Berlin the weight is assumed at 1,360 lbs. 



CHAPTER V. 



Implements for Street Cleaning. 

The hand implements are either scrapers or brooms. Wooden 
scrapers preserve the surface better, especially with macadam, 
while those with iron blades have more effect on the dirt, 
especially when compacted. If the streets are dampened by 
showers or sprinkling, rubber scrapers can be used. They are 




V 







Fig. U7. 






Fio. 148. 

made by fastening a rubber plate, about three feet long and four 
inches wide, between two pieces of wood, to which a handle is 
fixed. Occasionally two plates of rubber are used, as sh^wn in 
Fig. 146. For cleaning tracks on street railways iron trowels 
fitting the rail are used. As they are pushed along the dirt is 
thrown to one side or collected in small pans attached to the top 
of the scraper ; see Fig. 147. 

Birch brooms are too weak for street sweeping. Steel- wire 
brooms are more efficient and last longer, but are apt to injure 
macadam. The broom head is usually about 16 by 4 ins., and is 
sometimes provided with a rubber plate for scraping ; see Fig. 
148, a and S. 

Scraping is only allowable on smooth surfaces ; elsewhere 
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sweeping is more satisfactory, except with tenacious accumula- 
tions. Hence the cleaning is usually done in both ways, the 
two methods being employed in proportions determined by the 
weather and condition of the street. Where the work is done 
frequently, only brooms are to be used on macadam, and scrapers 
should not be employed on wood or asphalt until the surface has 
first been swept and, if possible, sprinkled. It is usual to 
begin cleaning at the axis of the street and remove the refuse 
toward each side, where it is collected into heaps easily removed. 
The rapidity with which the work may be done by hand labor 
varies greatly with the character of the street and the skill of the 
laborer. Excluding exceptional cases, a large number of investi- 
gations show that one man 
can clean hourly from 350 
to 840 sq. yds. 

In Paris, the device 
shown in Pig. 148, c, was 
adopted for the purpose of 
increasing the area swept 
[ri I—, by each man, by lightening 

Fio 1I9L *^® manual labor. The 

broom, about 3J^ ft. long, 
is carried by a single wheel, which bears the greater part of the 
weight. In the two-wheeled scraper, shown in Fig. 149, a num- 
ber of iron teeth are set in a frame 3|- ft. long. 

The removal of manure is best done by hand, especially on 
asphalt pavements, since it must be quickly effected if slipperiness 
and unsightly streets are to be avoided. It is usually accom- 
plished by boys with brushes and bags or pans, which are emptied 
in proper receptacles beside the roadway. These receptacles may 
be small pics below the sidewalk, or large hollow posts 4 ft. or 
more high, tightly closed in any case. 

Cleaning machines, pulled by horses, are now widely used ; 
Pig. 150 represents a rotary sweeper and Fig. 151 a horse scraper, 
with iron teeth 3 to 5 ins. wide, attached to the frame in such a 
manner that they will give on encountering any fixed obstacle. 
The rotary sweeper has a long cylindrical brush driven by a chain 
or gearing from the axle. Both the brush and scraper can be 
raised from the ground when desired, and are inclined at an angle 
of 45** to the axis of the street, so that the rubbish is col- 
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lected in the gutters. Larger brushes, drawn by two horsea, are 
sometimes employed, and in all sizes it is poBsible to change the 
inclination of the brush itself from one side to the other. They 
will sweep a strip of road from 5 to 6| ft. wide at each trip, and a 
number are often employed at the same time, each following and 
a little to one side of the preceding one. 

Sweeping should always be preferred to scraping except where 
the dirt adheres closely to the pavement or is present in large 
r[uantities. There is always a danger of loosening the pavement 
when it is scraped; hence, the number of brushes in use far ex- 
ceeds the number of scrapers. Numerous investigations show 
that these cleaning machines can cover from, 4,800 to 10,800 sq. 
yds. an hour, and will do the work of from 10 to 20 men. The 



economy resulting from their nae may be as great as 80 per cent., 
and falls from that figure to an inconsiderable amount. Hand 
labor holds its own wherever email surfaces are to be cleaned oi- 
the work must be repeated at short intervals. In the reorganiza- 
tion of the street cleaning department of Hamburg, a little more 
than a half of the street surface was assigned to machine sweepers. 

Their great advantage lies in the rapidity with which the work 
is done, causing little inconvenience to the trafiBc and enabling 
the refuse to be collected before it dries and becomes hardened. 
Uneven surfaces cannot be cleaned in this way, and in any case 
bad pavements are more difBcult and expensive to clean than 
those in good condition. 

A number of machines for sweeping and removing the dirt 
have been invented, but have not proved satisfactory. Usually 
they will only take up a portion of the dirt and leave the street 
only partly clean, A recent device for street cleaning consists of 
a combination sprinkler and brush, and has the advantage of col- 
lecting the rubbish without raising any dust. 



CHAPTER VL 
Eemoval of the Rubbish. 

The cleaning of streets was, until a comparatively recent date, 
always left to the householders, and even now they are required to 
keep part or all the paved streets in condition in many German 
cities. Where the traffic is moderate in volume and the area of 
the streets not very large, the labor of keeping the pavements 
clean is not at all arduous. In Nuremberg, Munich, and Strass- 
burg the householders are not required to clean all the street from 
the house line to the center, but only a certain part, 8, 5, or 4 
meters wide, leaving a strip down the center of the roadway to be 
tended by the city, which is also always bound to clean the parks. 
In some cities the city looks after the roadway and the house- 
holders the sidewalk, the gutters being sometimes classed with the 
former and sometimes with the latter. This system is nearly 
universal for highways, where the length of road before each 
house would make the duty of cleaning the surface very heavy. 
In Altona, Berlin, Bremen, Hamburg, Mainz, Cologne, and 
Karlsruhe all the cleaning is done by the municipal authorities. 

In view of the modern tendency to construct broad streets and 
the greatly increased traffic of the present time over that of a few 
decades ago, it is doubtless desirable to place the duty of street 
cleaning in the hands of municipal authorities, for the expense 
would finally become too great to be borne by private parties, and 
the work can be done more economically and satisfactorily under 
one single direction. 

Where private cleaning is in vogue, the general rule is to have 
certain hours fixed by the city on two or three different days in 
the week, when the sweeping is to be done. Daily cleaning is 
required in but few places, Breslau, Duesseldorf, Munich, Strass- 
burg, and Stuttgart. Where the work is done by the city, the 
streets can be divided into groups requiring to be swept every 
week, 5, 4, 3, or 2 days or daily. In the much-fre- 
quented streets in Hamburg and Frankfurt, and on nearly all in 
Berlin and Paris, the work is done between midnight and 6 o'clock 
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in ehe morning, thereby reducing the inconvenience to vehicles to 
a minimum. 

The rubbish should be removed as soon as possible after col- 
lection. When the sweeping is done during the night, the imme- 
diate removal necessitates a larger number of carts than when the 
heaps may be allowed to stand for some time. The slowest and 
most incomplete work is done when the householders are required 
to dispose of the matter, which is frequently done by throwing it 
all into the catch-basins of the sewerage system. 

The house refuse is generally removed in small towns by the 
people themselves or by their contractors. Such a system does 
not always result in so good and frequent service as is desirable 
from a sanitary point of view ; and on that account a number of 
cities have made obligatory the use of the public department for 
removing this matter. Where removable receptacles are used, 
they are emptied sometimes daily and sometimes only two or 
three times a week. The hour at which the work is to be done 
is fixed as nearly as possible, but at certain seasons there may be 
large quantities to be handled, and the work will be correspond- 
ingly delayed. Occasionally, when local conditions are favorable, 
both street sweepings and house riefuse are removed at the same 
time ; but generally the two classes are collected separately, the 
same laborers being employed on both classes of work wherever 
it is practicable. 

At present the work of removing the refuse, when under muni- 
cipal control, is sometimes done by the city laborers, and some- 
times by contractors. Aachen, Bremen, Hamburg, and Stuttgart 
give over all the work of cleaning the streets to contractors. The 
city usually does the work only under special conditions, and then 
only on a limited extent of street surface. Breslau, Frankfurt, and 
Cologne are probably the largest German cities where all the work 
is done by the city laborers. In such cases the horses of the fire 
department are used on the carts of the cleaning department, and 
occasionally the fire and cleaning departments are consolidated. 
Sometimes the streets are cleaned by the city, and the refuse re- 
moved by contractors, either for the whole work or for supplying 
the horses only. This system is generally adopted by large cities, 
and is probably the most suitable. A proper cleaning of the 
streets requires so many tools and fairly skilled laborers that a 
contractor would not care to undertake such work except on a 
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GARBAGE WAGONS. 



long contract ; the removal of the matter is, however, a simple 
matter, and if done by contract relieves the city of the management 
of large stables. The carts are best furnished by the city, since it 
will then be certain that they are properly constructed. 

Except in Berlin, Karlsruhe, and Hamburg the carts are not 
covered and are often not tight ; consequently the light dust from 
the dry refuse is blown about by the wind and the mud oozes over 
the sides or through cracks. The best forms, holding 3 or 
4 cu. yds., are shown in Fig. 152. The first, a, is made of 




Fig. 152. -Garbage Wagons. 

wood, with iron lids; the second, b, is entirely of iron. They are 
emptied through the side, either by a door, as in S, or by dropping 
the whole side, as in a. Large two- wheeled dump-carts are used 
in cities along the Rhine. The sludge from inlets and sewers is 
usually removed in closed carts, but the work is performed slowly, 
as a rule, and gives rise to great inconvenience. Many special 
appliances have been proposed, the best of which are those manu- 
factured under the Geiger patents, and shown in Fig. 153. The 
cart carries a crane which can be moved across it and turned 
in all directions. The different motions of the parts are con- 
trolled by cranks and gearing, and the sludge buckets, see Fig. 
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70, are quickly emptied and replaced. The cartsareemptied by tilt- 
ing the body on the rear axle, by meana of a crank and gear 
engaging a quadrant rack, and allowing the contents to slide out 
of a door in the back. The whole operation much resembles the 
way coal is handled in many American cities. 

The dumping places should be so chosen that there will be no 
nuisance from odors or dust, and the, laud will not be rendered 
useless in case an extension of the city should require more room 
for houses and other buildings. The refuse should be sorted 
when it is likely to contain enough junk to make the work profit- 
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able. The work ie usually done by hand, sometimes aided by 
sieves, as in Glasgow, where the refuse is sorted into fine ashes, 
cinders and general rubbish in this way. Pieces of metal, bones 
and rags usually have a market value ; ashes and slag are worked 
up into mortar or used in brickyards ; cinders are burned again ; 
organic matter is worked up as a fertilizer ; only vegetable matter 
seems to be valueless. Street manure is worth from $2 to 13,50 
per 100 cu. yds, in Berlin and about 35 cts. a ton in London. In 
Nottingham the fine tailings from sieves through which house ref- 
use passes are mised with the refuse of markets to form fertilizers. 
In other places proper proportions of house and street refuse are 
formed into compost heaps, and a good income is derived in 
this way, especially in Breslau, Frankfurt, and Strassbnrg. Even 
the waste from new buildings is occasionally of use on acconnt of 
its lime. 
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■Uarbaob Fukmacb. 



It ie generally desirable, however, to dispose of the mbbish in 
the quickest possible manner. This may be done in garbage cre- 
mators, somewhat widely employed in England and America. 
Sometimes the refuse is picked over for junk before burning, but 
the labor is seldom 
repaid, and it is 
usually expedient to 
remove only those 
' things which retard 
the cremation or de- 
stroy the value of the product. Where there is a considerable 
amount of cinders and organic matter in the garbage, it is proba- 
ble that the burning will pay for itself by using the heat of com- 
bustion for raising steam. The furnace shown is Fig, 154, in- 
vented by Fbteb, is continuous in operation. The garbage is 
fed into large chutes and the waste gases led away through the 
chamber x to the chimney or under a boiler, where steam may 
be generated for a pulverizing mill, through which the ashes from 
the pi'ocess are run preparatory to being mixed with lime to form 
cement. Furnaces of this sort have been made large enough to 
dispose of 100 tons of garbage a day. Each grate will take from 
2 to 7 tons per day of 24 hours and give from 0.5 to l.To tons of 
ashes. It is sometimes desirable to char the vegetable and animal 
substances in a special furnace with four grates from which the 
heated gases rise between the double walls of the chambers. Each 
chamber will char 2| tons daily in a furnace of the form shown in. 
Fig. 155, which is drawn to a scale of 1 ; 240. The process ia 
rarely used, • 

In New York, Liverpool, Dublin, and eimilnrly situated places 
the garbage is loaded on § 

suitable lighters and then ^ 

dumped outside the har- 
bor. 

In general, the cheap- 
eat and best way to dis- 
pose of the garbage of a fio. i5S.-CBinBniG FnnNAot 
large city is by the following treatment or separation : 

a. The marketable portions^ iron, rags, etc. — are to be 
picked out in closed and ventilated buildings. This work ia 
called "trimming" in some cities. 
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b. Mineral matter, ashes, cinders, etc., are to be separated, if 
valuable, for filling in low land. 

c. Garbage with any fertilizing value may be also separated. 

d. Other matter should be burned. 

The amount of data regarding the cost of street cleaning is 
extensive, but difficult to use in comparative statements, owing 
to the different regulations in force in the cities. The following 
figures were mostly taken from reports of 1884-86, and give the 
annual cost of complete street cleaning and removal of garbage, 
exclusive of the cost of sprinkling and removing house refuse : 

Per capita : Hamburg and Mainz, 12 cts. ; Berlin, 30 cts. ; 
Frankfurt and Hannover (only roadways), 22 cts. 

Per 100 sq. yds. of street surface: Hamburg, 11.04. Berlin, 
with stone pavement and weekly cleaning $1.46, with daily 
cleaning $8.35, averaging three cleanings per week ; asphalt is 
$2.71 higher than stone; the average over all streets is $4.18. 
Paris, paved streets only, $6.25 ; all work including sprinkling, 
$5.45. Vienna, $6.90. London, $6.25. New York, $5.00. 
Philadelphia, $1.88. Average of several English cities : Granite, 
$3.33; asphalt, $3.97; macadam, $10.45. 

Per yard of street length : Berlin, 87 cts. ; Paris (including 
sprinkling), 92 cts.; Vienna (including removal of domestic gar- 
bage), $1.05; London and Manchester, 71 cts.; New York, 69 
cts. ; several other cities in America, 12 to 30 cts. 

The cost of removing domestic garbage is difficult to deter- 
mine. In Hamburg the work is done by contract at a trifle over 
11 cts. per capita annually. In American cities it is 1 J to 2 J 
times the cost of street cleaning, which is very low in those 
cities. 

The cremation process costs, exclusive of interest on the plant, 
from 5 to 12 1 cts. per ton of garbage ; including interest, from 
20 to 37J cts. Where the ashes are worked up into cement the 
cost will be materially less. 



CHAPTER VII 

Miscellaneous Eegulations Concerning Streets. 

1. Sprinkling. — It is customary to sprinkle streets with water 
on warm days, both to Jay the dust and to cool the air. Some- 
times this is done by the householders just before sweeping the 
streets, when that duty falls upon them, as in Augsburg, Darm- 
stadt, Heidelberg, Stettin, and many smaller places. In other 



Fto. iBl.—QatatAs Sprdikliho Cart. 
cities, snch aa Karlsruhe and Stuttgart, only the sidewalks are 
sprinkled by private parties. In the majority of large cities all 
this work is done under municipal supervision. Three methods 
may be followed. The city may do the whole work by its own 
laborers; the entire work may be let to contractors; the city may 
furnish the implements, and the work may be done under con- 
tract. The latter plan is generally the most satisfactory. 

Where there are water mains the sprinkling may be done from 
hydrants, as in Hamburg, Znr'ch, Brussels, and Paris. Since an 
ordinary hose is soon worn out by being rubbed over the pave- 
ments, metal tubes have been employed in this work. They are 
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usually in lengtha of 6^ ft., mounted on little two-wheel trucks. 
Fig. 156, and connected by joints of flexible pipe, so as to roll 
easily in any direction. Webtheim haa introduced a reel on 
which an ordinary hose is coiled in such a manner that the portion 
not required to reach from the hydrant to the place where the 
sprinkling is being done remains on the reel. The objections to 
this method are the obstacles to traffic due to the lines of hose or 
pipe, the unequal distribution of the water, and the injury that 
a strong stream of water may cause to macadam roadways. On 
the other hand, asphalt is best cleaned in this way, and grass plots 
are easily watered by the same means. 

In Fig. 157 is represented one of Eckebt's two-horse watering 
carts. It has a cylindrical metal body holding about 1 or 1}4 cu. 
yds. (200 to 300 galls.) 
of water, a manhole 
through which the water 
is admitted, a sprinkling 
pipe from 6 to 6^ ft. 
long, and a valve, con- 
trolled by the driver, for 
regulating the sprink- 
ling, which may extend ^'^ ^^ 
over a width of 13 ft. Other manufacturers supply carts with 
wooden bodies, holding 400 galls., and occasionally with a special 
sprinkling pipe, leaving the work to be done by a laborer who 
walks behind the cart and directs the water from a short piece of 
hose to any point on the surface that appears proper. Other carts 
are provided with a species of turbine which throws the water over 
the surface. Fig. 158 represents a hand-cart, drawn by two labor- 
ers, for use in sprinkling sidewalks. 

The quantity of water used by these carts vai'ies considerably. 
Reckoned in gallons per 100 sq. yds., Paris requires 11 galls.; 
the average of many German cities, 12.1 galls.; Berlin, 13.3 galls. ; 
Hamburg and London, 15,5 galls.; North America, 36.4 galls. 
and over. Usually the streets are sprinkled twice on regularly 
appointed days, although sometimes but once, especially with 
asphalt. On the other hand, the busy streets of large cities will 
sometimes be watered three or four times a day, and macadam as 
often as eight times daily. In Berlin there are only 160 days of 
sprinkling in the year, 130 in London, and 100 in Karlsruhe. 
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Each cart can be filled from 30 to 50 timea daily, and their num- 
ber thus determined as soon as their size is known. In Beiliti 
the expense of labor is abont 7 mills per sq. yd. annually, and 
the entire cost of sprinkling, including the water tax, is abont 
17 mills per sq. yd. 

The expense of hose sprinkling is generally somewhat less than 
that with carts, especially where water is cheap and labor dear. 
Especially low rates for sprinkling are possible where salt water is 



used. The thin film of salt retains dust and moisture, and thus 
reduces the amount of work to be done. Care must be taken that 
no injurious chemical results follow this practice. Several Eng- 
lish cities have special pumps and mains for disti-ibuting salt water 
for this purpose. 

2. Removal of Snow.— The dem&nAaot traffic, more imperative 
as the fall of snow grows larger, require the removal of part, at 
least, of the accumulation by private parties. The householders 
are everywhere required to keep the sidewalk clear, but where 
this is very wide {over 13 ft. in Paris), or where the number of 
pedestrians is small, only a part of walk need be cleared by them. 
The snow is thrown into the street, and must then be removed by 
the city. It is hardly possible in the majority of large cities to let 
the snow be compacted into u surface fit for runners, because 
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the irregular masses between the roadway and the sidewalks would 
prevent eiiey passing from the carriages or wagons to shops and 
houses, and the thawing of the snow would result in an unbearable 
nuisance on account of the closed gutters. The principal objec- 
tions would come from the street railways, which require their 
tracks to be free from snow, and would therefore render any use 
of runners out of place on streets where their cars run. There- 
fore the street should be cleaned from house line to house line as 
soon as possible. But this is expensive, and it may be well to 
simply clear off only a part of the entire width sufficient for one 
or two wagons in addition to the street cars. This results in an 
accumulation of walls of snow along the curbing, and requires 



Fio. 162  Snow Plow. 
numeroua passages from the street to the sidewalk. Such a plan 
is followed in many cities, and the snow is allowed to melt away 
slowly. Where the streets are narrow they must be completely 
cleared in order to permit of traffic. On account of the great 
diversity of local conditions, no rules for the work are possible, 
and the methods to be employed are those which will apparently 
give the best condition of the streets. 

The snow is of course removed most easily soon after falling 
and before it has had an opportunity to become firm, but this is 
often impossible. The necessary tools are shovels, picks, pushers. 
Figs. 147 and 159, and revolving sweepers. Fig. 150, so long as 
the snow is not more than 4 ins. deep. Revolving brushes have 
been mounted on cars for the street railways, as shown in Fig. 160, 
where two brushes are so geared to the axles that either may be 
lowered across one rail, and thus be made to keep that part of the 
line free. By ninning such a car over a line in both directions, a 
C-ft. strip of the street can generally be kept open all the time. 

When the snow ia somewhat high, plows must be used. They 
13 
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*are usually made of wood, in the shape shown in Fig. 161, and are 
loaded with stones and the attendant laborers. One horse is suffi- 
cient up to a depth of 6 ins., when two become necessary. This 
plow has many disadvantages; it does not adapt itself to inequali- 
ties of the surface, requires considerable power to use it, and is 
easily worn out. On this account Durkoop has patented the plow 
shown in Fig. 162. It consists of an iron frame carried by two 
wheels, and a runner on the pole. The frame, which is at an 
angle of 45° with the pole, bears a number of curved iron shovels, 
each movable about a common axis or bar. These shovels cut 
away the snow, both moist and frozen, and force it to the side of 
the street. By going over the street a sufficient number of times, 
or by using a number of plows, the whole surface will finally be 
cleaned, except near the gutters. Two horses and two laborers are 
necessary with each plow. 

The snow is usually removed in dump-carts, drawn by one or 
two horses. The cost, including transportation to the dumping 
places, is from 19 to 29 cts. per cu. yd. in Berlin and Hamburg, 
and is less in places, such as St. Petersburg, where the snow can 
be disposed of within the city limits. 

If the snow can be melted at a slight expense and thus allowed 
to enter the sewers, the cost of removal will be reduced. No 
appliaaces for this purpose have as yet been tested on a large scale 
with unexpected and great quantities of snow. Heated air, steam, 
water, and salt have been employed. An apparatus invented by 
Clarke and tested in London, melts the snow by gas flames in 
special pits or ditches, about 260 cu. yds. of loose snow being 
melted in a day in one such ditch at a cost of 5 cts. per cu. yd. 

Hentschel has invented a warm-water machine, consisting of 
a boiler, reservoir, and revolving brush mounted on trucks, and 
managed like an ordinary machine sweeper. The snow is simply 
melted and brushed away. 

Salt is often sprinkled over the snow, which it melts on account 
of the temperature of the brine which is formed, namely 15° Cent. 
In Paris about 0.9 ounce of crushed salt is allowed for each inch 
of depth on a square yard of surface, and this amount is scattered 
before the snow has a chance to pack. After a few hours the slush 
can be easily swept into the sewer inlets and the streets cleaned 
with water from the mains. The economy by a systematic use of 
such a plan is said to be considerable, but the presence of the brine 
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and slush is certainly disagreeable, and is liable to cause colds 
and similar complaints. On this account the work is generally 
done at night in Paris and Liverpool; in Berlin the use of salt on 
sidewalks is forbidden. 

3. Regulations Concerning Slipperiness. — Ice and mud are 
principally open to objections under this head. Sidewalks must 
generally be kept passable by the householders, since thpv alone 
can do the work with sufficient celerity. 
Asphalt is kept in condition by the city, 
and the tramways by the street-railway 
companies. ^'^ 

Slippery pavements are usually reme- 
died by scattering sand or ashes, generally 
by hand. Wagons have been invented for Fig. 163.-8alt 8pmnkljlb. 

the purpose, but their value is not great. One cubic yard of sand 
will suffice for about 3,500 sq. yds. of pavement. Since salt will 
melt the ice, a mixture of sand and salt may be found to work well 
in places, although the resulting slush is exceedingly unpleasant. 
On this account the use of salt is usually restricted to street rail- 
way tracks, where it is distributed from specially constructed cars. 
Fig. 163. These feed the material by means of a hopper, with 
revolving arms, through pipes directly to the rails. The amount 
used is governed by the speed of the arms or by cocks placed in 
the pipes. 




CHAPTER VIII. 

Quantity and Chaeacteristics of Exceement. 

Different authorities estimate the amount of faeces per capita 
daily from a mixed population of all ages and both sexes at from 
2.82 to 4 58 ounces avoirdupois. The greater part of the figures 
given in the literature on the subject are based on males alone, and 
must be reduced by a third for a mixed population. The average 
composition is 75 per cent, water and 25 per cent, solids, and of 
the latter class 20 per cent, are of organic origin. Nitrogen is the 
most characteristic and important constituent, and makes up from 
0.6 to 2 per cent, of the total weight. 

The amount of urine per capita daily is variously estimated at 

from 31.8 to 45.8 ounces. From 4 to 7 per cent, of this quantity 

(average, 5 per cent.) is solid matter, and from 1.8 to 2.5 per cent. 

, (average, 2) is of organic origin. The amount of nitrogen varies 

from 0.8 to 3 per cent., averaging about 1. 

The approximate composition of all excrement per capita daily, 
reckoned in ounces avoirdupois, is as follows: 

Total. Water. Inorsranic. Organic. Nitrogren (grains). 

FsBces 3.53 2.64 0.18 0.71 15.4 

Urine 38.84 369 1.16 0.78 169.8 



Total.. 42.37 39.54 1.34 1.49 185.2 

Hence about 970 lbs. of excrement must be assumed per capita 
annually. 

The theoretical value of excrement as a fertilizer is estimated 
€ven more variously than its quantity, since local conditions of 
supply and demand must be largely influential in such compari- 
sons. Generally its value is stated at from II to $3.75 per capita 
annually; the German Agricultural Commission gives 12.82 as an 
approximate average. Such estimates are comparatively worth- 
less, however, since the large amount of water present renders the 
use of excrement practically impossible, except near the cities and 
villages. 

A certain percentage of the urine will always be removed in 
other than the prescribed ways, depending largely on the habits 
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of the people, and on that account the annual amount of excre- 
ment per capita which passes through the sewerage system or is 
otherwise disposed of may be estimated at 750 lbs., an amount 
which is nearly that actually measured in Heidelberg, where the 
excrement is removed by the cask system. 

In this connection it must also be noted that a part of the 
waste water will become mixed with the excrement. Where water 
closets are employed, the water used in them per capita daily 
varies from 1.3 to 5.3 galls., according to a report of a committee 
of the German Gas and Hydraulic Engineers^ Society. Investiga- 
tions in Stuttgart, Karlsruhe, and Wiesbaden show that the 
actual amount of excrement and water to be removed annually is 
from 1,000 to 1,100 lbs. per capita, and similar investigations at 
Strassburg have indicated that this amount may equal 1,300 lbs. 
In this way the amount of nitrogen becomes 0.7 rather thanl per 
cent. Analyses of the fresh contents of casks and pneumatic 
tubes show that with from 5 to 9 per cent, of solids there will be 
from 0.4 to 0.84 per cent, of nitrogen. 

The character of human excrement changes quickly. Within 
24 hours dangerous gases, carbonic acid and ammonia, will have 
been given off amounting to 0.1 per cent, of the total weight of the 
mass. The liquids in cesspools and retaining basins show quite 
different results on being examined chemically, according to the 
decomposition that has taken place. The limiting values of solid 
matter are 2 and 6 per cent.; of nitrogen, 0.24 and 0.66 per cent.; 
the average being 0.4 per cent. 

The character and influence of excrement has been well shown 
by Dr. Emmerich by experiments with animals. On injecting 
fresh urine containing no bacteria into the blood, no evil conse- 
quence could be noticed ; while faeces, which are partly decom- 
posed on leaving the system, had to be diluted 20,000 times in 
order to become harmless. Every kind of excrement was fatal 
after standing a few days and had taken up bacteria. 

The different conditions under which excrement occurs in 
sanitary engineering practice are as follows, reckoned for each 
inhabitant per year: 

^>i^r^A\^\i^n Quantity. Solids, / — Nitrogen. — s 

Condition. lbs. percent. Percent. Lbs. 

Fresh, total amount 970 7 1 9.7 

For removal in sewers 880 7 1 8 8 

For separate removal, fresh 1,100 6 0.7 7.7 

*♦ " decomposed 1,100 4 0.4 iA 



CHAPTER IX. 

Behoyal of Excbement. 

There are three ways in which privy vaults are cleaned — by 
manual labor direct, by pumps, and by pneumatic apparatus. 

1. Manual Labor. — In this plan laborers either descend into 
the vaults and remove the contents by handing up buckets, or the 
removal is effected by buckets on long handles, with which the 
contents are scooped out of the vault without entering it. 

The first method may be dangerous in badly ventilated places, 
and various remedies have been proposed, such as pumping in air 
or disinfecting several hours before the work begins. The pres- 
ence of dangerous gases can be detected by lowering a light, which 
should not go out. In spite of its cheapness — the profits often 
exceed the expenses — since the peasants do the work themselves, 
and the lack of responsibility thrown upon the town authorities, 
hand removal is not adapted to cities, on account of the time con- 
sumed, the uncleanliness, and the odor attending it. 

2. Pumps, — A combined suction and force pump, driven by 
cranks, is mounted on wheels and connected by pipes with the 
vault on one side and the receptacle on the other side. The lat- 
ter is usually a cask of wood, or, better, iron, mounted on wheels, 
holding from 320 to 790 galls., and provided with a glass water- 
gage, air valve, manhole, and cocks for connection with the 
pipes. Where the pumps must be stationed some distance from 
the vaults, the connections are formed with thin iron pipes and 
rubber hose. 

The suction pipe ends in a sieve to hold back the solid matter, 
which would injure the machinery. For a like purpose the con- 
tents of the vault are sometimes diluted with water or stirred, 
although the more simple plan would be to remove the solid por- 
tions subsequently. Under any system, the pumps will be quickly 
worn out. To this defect must also be added the long time 
required and the vile odor. Hence this method has been replaced 
in many cities by the following : 

3. Pneumatic Method. — In this plan the cask by which the 
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excrement is removed is first esliausted of air and then connected 
by a pipe with the vault, the contents of which will be then trans- 



ferred hy pnenmatic pressure without passing through valves or 
similar appliances. A 4-in. pipe is usually employed. The fol- 
lowing apparatus have been employed to create the necessary 
vacuum: 
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a. Portable pnmpa operated by one to four men. Fig. 164 
represents a form driven by cranks, and Fig. 165 one operated by 
levers. The air is sucked from the cask, forced by the pumps 
under a coal fire, and escapes in a fairly pure condition from the 
chimney. The time necessary for this process is coneiderable, 
being from i to 10 minutes for each cask, and the vacuum is not 
sufficient to remove the semi-fluid sediment in the bottom of the 
vaults. 

6. Portable Steam Pumps. — The fires are usually fed with 
coke, since it j^ives o9 little smoke. The pumps are usually of 2 or 



• Fio. IBS,— Cksspool Pdmp. 

3 horse-power, worked with 30 to 60 lbs. pressnre, and require 
from 110 to 154 lbs, of coke daily. It requires only about 2 min- 
ut3s to create a vacuum of | to ^ of an atmosphere in an iron cask 

of 660 galls, or 88 cu. ft. capacity. This reduction of pressure is 
sufficient to drain a vault of nearly all its contents, even when 
they are quite thick, and any further reduction is a waste of fuel 
and time. Five men will fill from 50 to 70 casks with this 
machine daily. The air that is pumped from the casks is forced 
through the fire, causing an artificial draught that is highly bene- 
ficial. By properly adjusting the valve gear all noise from the 
escaping steam is avoided. This apparatus is extensively employed 
in Strassburg, Metz, Karlsruhe, Munich, Hannover, and several 
other places. 
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6*. In the Lekoir and Skeitler system, an iron reservoir is 
mounted on the same frame with the pumps. It is filled with the 
contents of a vault by being exhausted of air in the manner just 
indicated. The valves of the pumps are then changed for press- 
ure service, and the reservoir is emptied into the casks for removal 
by forcing air into it again. The advantage gained lies in the 
fact that casks in which the matter is removed need not be air- 
tight as in the Talard system, described under b. The double 
duty required of the pumps and the consequent loss of time are 
decided drawbacks. 

d. Steam Ejectors, Keller-Philippot system. — In this 
system the steam consumption is so great that the boilers must 
work under a pressure of 100 to 130 lbs., in order that the ejector 
may have the 45 lbs. pressure necessary to fill a series of casks 
continuously. This requires about 330 lbs. of coke daily. The 
air absorbed by the ejector from the casks is forced through a 
reducing valve into the fire-box, or else returned to the vault 
through a second pipe, where it serves to agitate the contents. 
Although the apparatus, arranged like a steam injector, is more 
simple than an ordinary pump, and has no moving parts, never- 
theless it possesses disadvantages, such as a dangerous boiler press- 
ure to be carried in streets, and a large fuel consumption for the 
work done. The system is employed in Strassburg and Muelhausen. 

e. The casks are exhausted of air outside the city at the dump- 
ing places after the contents of the previous trip have been dis- 
charged. This may be done by stationary pumps, but usually one 
of the two following methods is employed: The casks may be filled 
with live steam, which will cause a partial vacuum on condensa- 
tion, as is done in Muenster and Bremen ; or the casks may be 
filled with water and then placed in a chamber where a vacuum is 
maintained. On allowing the water to run out, the casks will be 
free from air. If the air inlet of a cask is connected with a 33-f t. 
pipe closed at the upper end and the water is then allowed to run 
out, a vacuum can also be obtained. This system is employed in 
Turin and Milan. The empty casks are then taken back to the 
city. The advantages of this process lie in the short time required 
for the work done within the city, and the escape of the foul air 
only outside the city limits. On the other hand, absolutely air- 
tight casks are necessary. 

/. A Frankenthal company (Kleik, Schanzlik & Becker) 
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has introduced a system in which each cask is supplied with a 
small pump. The motive power is furnished by the horses in 
drawing the casks between the city and dumping places. For this 
purpose one of the cart wheels is keyed to its axle, which in tuni 
is geared to the pump. While the wagon is in motion the pump 
is also moving, unless thrown out of gear purposely. Beside the 
advantages mentioned under e, this system has a special claim for 
preference from the fact that the casks are emptied of air without 
manual labor or delay. The cost, however, is somewhat high. 

The cost of the removal varies greatly. The exact figures can 
only be determined when all the work is done by municipal labor- 
ers; Stuttgart is the only large city where this is the case. Hence 
the comparison is usually restricted to the taxes which the house- 
holders pay for the work, which range from to 61 cts. per 100 
galls. The removal is gratis in Krefeld, Wiesbaden, and Strass- 
burg; in the majority of small German cities it is from 5 to 19 cts., 
and in the larger places it may rise to 43 cts.; 61 cts., the maxi- 
mum, is paid in Paris. 

In the majority of cities the tax is the same for all houses — a 
simple plan for the authorities, but only right where the style of 
architecture is uniform. The charges should be graded according 
to the difficulty of the work, as is done in some cities. Vaults 
which are easily accessible are more quickly emptied than others 
that require a long line of pipe to the pumps and casks. In Dres- 
den the charges are divided into 5 grades, and range from 30 to 
48 cts. per 100 galls., according to the length of pipe necessary. 
The average in that city is 37 cts. Such a regulation tends to 
have the vaults in new buildings located in places that are easily 
reached, which is a desirable sanitary precaution, and has led to 
the introduction of fixed pipes leading from the vaults into courts, 
or even to the street, by which the excrement is removed without 
uncovering the pits. Such fixed pipes may lead to a number of 
vaults. In some places an additional tax is levied where water 
closets are connected with the vaults, since the excrement then 
has a smaller commercial value. In Leipzig the regular prices 
are doubled, and in Wiesbaden the tariff is raised 9^ cts. per 100 
galls. 

There is no material save iron, which is expensive, that will 
prevent the escape of the contents of privy vaults and cess-pools. 
All other materials are subject to change, owing to their alternat- 
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ing contact with air, water, auil in some cases acids. The vitia- 
tion of the air is a still worse feature of vaults, and their contents 
have a smaller value after standing for a short time than when 
fresh. Both facts call for as frequent cleaning of such places as 
possible, while the disagreeable features of the work tend to cause 
delays. Stuttgart haa passed a regulation requiring the cleaning 
to be done once in four weeks in ordinary houses, and more often 
in large establishments. In all other cities the work is done on 
application of the householder, the contractor being allowed from 
one to two weeks, within which time the vault must be cleaned. 
A systematic cleaning by streets is much more economical than 
this plan, and is in force in Stuttgart, where the cost of the work 
when done in regular order is 35 cts. per 
100 galls., or 46 cts. when done on ap- 
plication. The Prussian Commission- 
ers recommend a more frequent clean- 
ing when water closets discharge into 
the vaults than when the closets are 
all dry, on the ground that in such 
cases there is more leaking through the 
walla into the surrounding soil. 

All of these drawbacks have led to 
the use of small, movable receptacles, 
which can be easily and quickly emptied. 

Small open pails holding from 5 to ^°' "**■ 

10 galls, and placed directly under the privy seats are extensively 
employed in Bremen, Groningen, and other places. Such a sys- 
tem is directly opposed to all sanitary demands, and the appear- 
ance of the pads standing on the sidewalks before the carts arrive 
is extremely offensive. A slight improvement is made in Kiel, 
Rostock, Emdeu, and Amsterdam, where the pails are provided 
with tightly fitting covers. But they remain as unpleasant in 
the house and are as bad, from a hygienic point of view, as the 
vaults. 

The system is satisfactory only when soil pipes lead from the 
closets to the pails, and the gases from the latter are prevented 
from escaping in the houses and on the streets. Wood is a less 
suitable material than iron for these pipes, being harder to clean 
and less durable. The Heidelberg pails. Fig, lfi6, are from 15 to 
18 ins. in diameter, 31 to 35 ins. high, 23 to 29 gulls, capacity. 
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and weigh from 75 to 100 Iba. when empty and 290 to 330 lbs. 
when full. They are painted or galvanized annually. The largest 
pails are used in Augsburg, where they are made of beechwood, 
and hold from 47 galls, in small houses to 79 in large. 

The connection between aoil pipe and drain is often only loose, 
simply a funnel or similar contrivance. This would be sufficient 
if the pail chamber was thoroughly ventilated by a continually 
warm ventilating pipe, as required in Ooerlitz. Where this is not 



the case the system has few advantages over open pails, although 
extensively employed, especially in the country. An air-tight 
connection which can be quickly removed, usually held by a 
bayonet catch 3 to 4 ins. long, is to be preferred, and may bo 
regarded as the present standard. The escape of gases is pre- 
vented in four ways, as follows : 

a. The soil pipe is directly connected with the lid of the pail, 
and prolonged upward through the roof as a ventilator. Thia 
method may suffice where the pails are removed every other day 
and docompoaition is not allowed to take place to any great extent 
within the building. 

b. The soil pipe is arranged as in a, but has a water-trap con- 
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nection with each closet in order to prevent the escape of gases 
from the pails into the house. 

c. The soil pipe has a water-trap connection with the pails, as 
shown in Fig. 167. A prolongation of the soil pipe as a ventilator 
is desirable, but not so necessary as in the above cases. In Heidel- 
berg, where the closets are all on the ground floor, no extension is 
provided. In order to clean the trap and protect it from frost 
various plans have been adopted, such as a movable lid in the 
LiPOWSKY system, shown at x, used in Heidelberg, or a movable 
tongue, shown at y, and employed in Weimar in the Schmidt 
system. The heating appliances used as a preventative measure 
against freezing do not cause any ventilation. The Feiedeich 
system, employed in Leipzig, is shown at z. 

d. The soil pipe is closed above the upper closet and is con- 
nected directly with the pail. A special ventilation pipe, see Fig. 
168, leads from the soil pipe just above the pail to the roof, and is 
warmed by its proximity to a chimney or by a special gas jet at 
its foot. 

The best systems, especially as regards the gases in the soil 
pipe, are those falling under h and d, yet the others have proved 
satisfactory where the pails are frequently changed. The employ- 
ment of water flushing also influences* the choice. This is gene- 
rally practicable, but increases the cost of removing the excre- 
ment ; when it is not done the methods J and c are questionable. 
Everything considered, the last system is probably the best. 

As a safeguard against overflow, a small drip pipe should be 
provided, as shown in Fig. 166. It should be guarded by a sieve 
within the pail and empty into a small bucket or a second pail. 
The second plan would be better as preventing evaporation, but 
might lead to the destruction of the water seals, owing to the sud- 
den escape of a large amount of air from the pails to the soil pipe. 
Where a standard pail is not of sufficient size, several might be 
coupled, as shown in Fig. 168, the last being provided with an 
open drip pipe. 

The pail chamber should be constructed with solid walls and a 
water-tight floor ; water taps and good drainage are desirable, as 
well as a means of heating. The pails should stand upon wooden 
platforms to prevent rust and decay. The chamber should be 
designed only after thoroughly considering the probable effect of 
the heat of summer and the cold of winter, and be so situated that 
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the pails can be easily removed. Generally they are in the base- 
ment, vhen suitable means of removal must be supplied. Some- 
times the pa-Is are rolled up a skid, as shown in Fig. 168, and 
sometimes pulled up by a tackle, as in Fig. 163. Oftentimes they 
are carried out by two men by bars run through the handles. Fig. 
173, when the distance is not great. 

The further transport to the gardens or fields may be done in 
shoulder paila. Fig. 170, holding only a small quantity, or in larger 
receptacles mounted on wheels. Figs. 171, 172. When the latter 
method is employed the pails should be supported near their center 




of gravity, thereby allowing the contents to be poured out easily. 
In cities, wagons carrying a number of pails are necessary. Ordi- 
nary trucks are not suitable for the purpose, since they must be 
loaded by skids. Low bodies, on which the pails can be easily 
lifted, are much better. One horse will draw from 10 to 12 
standard pails, but larger loads are easily handled by the wagons 
used in Heidelberg, shown in Fig. 173. These are provided with 
curtains, which hide the load from the sight. The Manchester 
wagons also carry a receptacle for the dry pails, a great conven- 
ience for the residents. 

In large buildings, where the quantity of excrement is great, 
casks mounted on wheels or even special wagons are used in place 
of paila. Tbe receptacles shown in Figs. 174 and 175 hold from 
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50 to 100 gsAU., and have inlets and outlets controlled by vakea 
and a glass water gage. Where still greater capacity is required, 
a large iron tank mounted on 4 wheels is usually employed. 
Theae Bometimes hold as much as 775 to 800 galls., and are pro- 
vided with two or more inlets and a manhole, as shown in Fig. 



176. By giving the tank a slightly conical form all its contents 
will readily flow from the outlet. 

In removing a pail, it is of course necessary to have another to 
take its place. They should be thoroughly cleaned after being 
emptied, and disinfectants may be sometimes used advantageously 
in this work. 

The interval between successive removala varies greatly in dif- 
ferent placea. Where small pails are employed they should be 
changed every third day at least. In Kiel, Rostock, and Emdea 



208 FREQUENCY OF REMOVAL. 

the removal takes place twice every week. In Heidelberg, where 
the service is exemplary, the pails in houses containing from 15 to 
20 persons are changed every 2 or 3 days, with fewer persons every 
3 or 4 days, and in crowded dwellings daily. The average time is 
3 days ; in Goerlitz, 5 ; in Augsburg, Weimar, and Rochdale, 7 ; in 
Bergen, 14 ; although frequent disinfection occurs in the interim. 

The cost of pail removal is met everywhere by taxes or fees. 
In many places the contractor receives a bonus from the city in 
addition to the usual fees, in order to make up for the somewhat 
greater labor required by the system. The fee for removing each 
small pail once is 2^ cts. in Koenigsberg, 3^ cts. in Kiel, 7^ cts. 
in Eostock ; standard pails, 5 cts. in Heidelberg and Weimar. 
The total cost of the system, including the bonus from the city, 
averages between 37 and 63 cts. per capita annually. 

Although the work can be carried out more easily with a large 
than a small number of pails, yet there is a limit beyond which 
the system will give rise to heavy transportation expenses to the 
dumping grounds, and to an interference with ordinary traffic. 
Hence it is best adapted to places of moderate size, and is unsuited 
for large cities. The English cities Manchester and Rochdale are 
so arranged that the removal takes place from the rear of the 
houses through small streets and alleys, and does not occur very 
frequently. In the German cities mentioned as using the pail 
system, only a part of the houses are fitted in this manner. Gratz 
is the only place where its use is universal, and there the service 
is by no means commendable. Nuremberg adopted it only to be 
again abandoned. 



CHAPTER X. 
Removal through Pneumatic Tubes. 

The disadvantages attending the storage of excremental matter 
in houses and the cumbrous appliances employed in the pail 
system led Lieri^ur to invent a network of underground tubes 
through which this matter is removed by pneumatic methods. 

At a suitable place, as low as possible, without the city, is a 
central reservoir, from which a system of main pipes lead to a 
number of district reservoirs. The latter are scattered over the 
whole city, and are entirely separate from one another. From these 
district reservoirs a series of street pipes radiate in every direction, 
and to these are connected the house pipes. The size of the dis- 
tricts is such that the longest street pipe will be about 1,000 ft., 
and connect with 60 houses, while the district reservoir must be 
large enough to contain all the excremental matter of a day from 
its district, which usually is from 37 to 50 acres in extent, and 
contains from 2,000 to 3,000 inhabitants. Each house pipe must 
be of sufficient capacity to contain the daily matter of the house 
to which it is connected, see Fig. 177, or at least the greater part 
of it, the remainder passing into the street pipe. 

All pipes and reservoirs are constructed of iron, must be air- 
tight,- and lie below the frost line. Each district reservoir must 
be connected with the main and street drains by valves, the stems 
of which run to the surface and are operated like water hydrants. 
The pipes are generally o^ ins. in diameter. 

The air pump at the central reservoir, calculated by assuming 
0.25 horse-power for each acre, according to the inventor, main- 
tains a vacuum of 11 lbs. per sq. in., or three-fourths of an atmos- 
phere at this point during the entire period of operation. This 
diminution of pressure also occurs in the district reservoirs as 
soon as the valves are opened, and the same thing also occurs when 
the street pipes are connected. This reduction of pressure causes 
the matter in the house pipes to be sucked through the street 
pipes to the district reservoir. The work is performed by empty- 
ing one street pipe at a time, the vacuum in the reservoir being 
14 
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renewed after each discharge. The district reservoirs are emptied 
into the central basin in the same manner, either directly or 
through each other. The entire manipulation of a street pipe 
requires only 2 or 3 minutes; and a district reservoir can be 
emptied in 10 to 20 minutes, so that the entire excremental matter 
can be removed daily, although in Holland from 1 to 3 days elapse 
b'etween successive removals. 

All the house pipes connecting with the same street pipe 
become empty simultaneously, as otherwise air would enter the 
network through the first empty tube, and hinder or prevent the 
removal of the remainder of the matter. This danger was formerly 
met by a rubber ball floating on the top of the liquid in a chamber 
above the siphon, as shown in Fig. 105. After the matter has been 
sucked away, the ball is pressed down against the lower seat and 

K prevents any air from entering the 

vacuum pipes. This theoretically 
correct action was only imperfectly 
obtained in practice ; the exclusion 
of the air was imperfect, and occa- 
sionally the ball stuck to the lower 
seat and failed to rise. Hence its 
use was discontinued, and the ar- 
rangement shown diagramatically in Fig. 178 has been adopted. 
It is essentially a large water-trap, with an inclined arm from 
20 to 50 times as large as the upright section. From a very 
full trap or sack the discharge is quicker than from one con- 
taining a smaller amount of matter, but the difference is 
not sufficient to cause all the pipes to become empty simultane- 
ously, and the Liernur system never completely removes all the 
contents of the pipes. A complete discharge can only be obtained 
by connecting each house pipe with the street by a valve, and 
opening and closing these valves one after the other down the 
whole length of a street. 

Each closet must have a water trap connection with the soil 
pipe, which should be prolonged to the roof as a ventilator, as a 
safeguard against the matter remaining in the house pipe. A 
less suitable plan is to have a water trap at the foot of the soil pipe 
or at its entrance to the house, and thus keep the gases shut in the 
pneumatic tubes. The objection is that the gases from the soil 
pipe are allowed to enter the dwelling-rooms unchecked. Lier- 
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NUR proposes, as the most satisfactory plan, the arrangement out- 
lined in Fig. 177. There are three siphon traps — one at a at the 
foot of the soil pipe, one at b at the house wall, one at c at the 
connection with the street pipe ; a valve at d is provided for the 
purpose of shutting off the house for repairs. 

In large plants the main pipes might consist of two tubes laid 
side by side, one being a suction pipe for producing the vacuum 
and the other a transporting pipe through which the matter is 
removed. The latter should not have a uniform grade in large 
plants, since the pressure of the air in such a case might separate 
the " piston ^^ of excremental matter in front of it and result in 
only a portion of the total quantity being drawn to the central 
reservoir. Hence the transporting pipe should have several abrupt 
descents of 3 ft. or so, at the foot of which the matter is again 
united and the air concentrated, /^street Pipe. 
The same result may be obtained by 
employing a number of small sec- 
ondary reservoirs, from which the ^^^ i^^- 
flow begins anew. 

If a central reservoir is dispensed with, each district reservoir, 
or even each house, can be connected with portable pumps, and 
its contents thus removed. Main pipes are entirely wanting in 
such a case. As compared with privy vaults, the system offers 
the advantage of daily removal, and the house is entirely free 
from disagreeable operations, but there is then need of a large 
number of carts. In places where only a few districts would be 
needed, the system may deserve consideration. It was employed 
in Amsterdam until 1884, where some 30,000 residents were 
divided into 6 districts, and 30,000 more were served in a house 
to house manner. Since then the system has been more cen- 
tralized. 

The LiERNUR system has been adopted in a barrack at Prague 
and in parts of Amsterdam, Leyden, and Dordrecht. From the 
first installation on, the connection between the closets and the 
pipes was by means of a so called excrement seal, the last discharge 
forming the seal, and giving rise to highly offensive odors as well 
as tending to stop the pipes. In the barracks this would give rise 
to no great difficulties, but in the Dutch cities large quantities of 
water are discharged into the pipes, partly to keep them clean and 
partly to be easily rid of the waste water. In some places as 
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much as 1.3 galls, per capita come from the closets daily, although 
the average is only 0.37 gall., as already noted; the mean of all 
the Dutch Liernitb systams is 0,63 to 0.74 gall. Hence the num- 
ber of water closets should be taken as a basis of calculation, and 
the consumption of water be limited to from 1 to 1.3 galls, daily 
per capita or even 1.6 galla. in order to allow for a future increase 
of the numbers using the closets. 

The removal of excrement by pneumatic tubes insures great 
safety against pollution of the air aad contamination of the soil. 
The iron construction prevents serious leakage, and disease 




germs are carried along the pipes to the reservoirs, from which all 

the air is discharged under the grate of a furnace or boiler, and 
the germs are therefore burned. However excellent the system ap- 
pears in theory, in large plants it fails practically on account of 
the complicated apparatus. In Amsterdam the removal costs 20 
cts. per capita annually in districts with fixed pumps; where 
house to house service prevails, the cost is 43 cts. 

The pneumatic principle has been experimentally employed 
by Berlieb in one of the Paris barracks. The excrement 
passes from the closets to a receiver. Fig. 119, placed in the base- 
ment and containing a cylinder of wire with large meshes, which 
retain the large substances that should not enter the closets. 
The matter then passes through a pipe to a discharger, with 
which several receivers can be connected. An india-rubber ball. 
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JT, closes the lower conical part from the pneumatic tube, A. The 
ball is connected to a float, S. When the liqiiid has reached a 
certain level, the float and hall are lifted and the contents of the 
chamber escape, the current bearing with it the matter clinging 
to the basket, D. The process is re- 
peated automaticHlly and may be 
continuous if the liquids are present 
in sufiieient quantities to keep the 
discharge always nearly full. The 
network of the pipes can be laid in 
the same manner as in Liebxub's 
system. 

Although this plan offers the 
advantages of separate house con- 
nections and an automatic regula- 
tion, it has the following serious 
defects ; 

1. The wire basket mnst be re- 
volved several times a week, in or- 
der to keep the meshes open. 

2. The basket must be removed 
and cleaned inside the house. 

3. Considerable basement room 
is required, and the house must 
be visited by laborers. 

4. Evaporation will take place ^°- '**■ 
through the hole in the lid of the discharger, which is necessary 
for a proper working of the apparatus. 

5. The ball and float may become fixed by deposits of solid 
matter. 

Experiments still require to be made to show the force of these 
objections with large plants ; they have been partly met in the 
new apparatus of Berlier, in which the receiver and discharger 
are in the same chamber. Theformeris horizontal and discharges 
through a grating, as shown in Fig. 180- 



CHAPTER XL 

Financial Considerations. 

The excremental matter of a city is generally the property of 
the city, or the contractor who removes it, where public removal 
is obligatory. But it is often desirable to allow the owner of a 
vault to form a private agreement with the contractor to have the 
contents of the vault removed to land belonging to its owner. In 
Karlsruhe this work is paid for at the rate of 21 cts. per 100 galls, 
and haul of 1.243 miles. Some return should be received for the 
very considerable amount of fertilizing matter in the excrement. 
The land necessary for utilizing these fertilizers may be calculated 
from the fact that from 25 to 70 lbs. of nitrogen per acre are 
required annually. These amounts correspond to from 4 to 9 
persons in case the matter is fresh, as is the case with the pail 
system, or from 6 to 16 persons when it reaches the fields in a 
partly decomposed condition. 

In some places an agreement has been made with the farmers 
by the terms of which they receive the pails on their fields in 
regular turn or store the contents in private reservoirs or in tank 
wagons. The transfer to the latter can be most easily made by 
running the city carts upon a raised platform below which the 
private wagons are placed; iron pipes and funnels make the trans- 
fer a very easy and quick operation. Since the advent of winter 
puts a stop to the use of fertilizers, the sewage must be stored 
during this season in private or public reservoirs. Those employed 
in Strassburg and Karlsruhe are large enough to contain the 
excremental matter of three months. It is advantageous to have 
several reservoirs at different points outside the city limits ; they 
should be located so that the offensive odors which arise will not 
create a nuisance, and should be constructed of water-tight 
masonry with a wooden or arched top, through openings in which 
the pails from the city may be emptied. 

The use of carts is only economical up to a certain length of 
haul, beyond which steam tramways are more suitable. Stuttgart 
has developed the latter system most completely of any German 
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city, being compelled to do so by the rapid growth of the place 
and the hilly character of the surrounding country. The tank 
carts are emptied by tubes at a special station into cars carry- 
ing 3 wooden tanks, holding, in all, 790 galls. At the country 
stations the private parties may receive the matter in their carts 
or it may be run off into reservoirs and stored. The repeated 
transfer is cheaper under such topographical conditions than the 
long transportation in wagons would be. In level places it might 
be better to remove the matter in the same tank from the city to 
the reservoir. 

The steam tramways in Munich, Dresden, and Leipzig are ar- 
ranged on a somewhat different plan. In order to diminish the 
weight as much as possible, large tank cars holding 2,640 galls, 
are employed. The city tanks are emptied by the same pneu- 
matic apparatus used previously to fill them. In these cities the 
tramways are already from 40 to 56 miles long. In Stuttgart 
more than half the excremental matter is removed in this manner. 

The proceeds from direct sale of the matter depend upon the 
amount of dilution it has received and the time it has stood, upon 
the distance it must be hauled, and upon the competition of other 
fertilizers and the general demand for them. Hence it is not 
strange that the price of excremental matter at the reservoirs 
varies from 13 to 57 cts. per 100 galls., the latter amount being 
sometimes paid in Strassburg and Stuttgart. 

When the peasant receives the matter within the city he 
naturally pays less — 38 cts. in Strassburg, 27 cts. in Mainz— as is 
also the case when his carts are filled directly from the railway 
cars, as in a number of Baden country places, where the price 
ranges from 28 to 44 cts. In Mainz the price for delivery at the 
fields is 67 cts. 

The proceeds from the pail system are generally not greater 
than the above figures, being largest in Goerlitz, 48 cts., and Eos- 
tock, 56 cts., although the fresher condition of the matter makes 
it really more valuable. But it cannot always be immediately 
applied, and in such cases decomposition soon reduces its original 
value. The pneumatic tubes deliver the matter in a very fresh 
condition but greatly diluted. In Holland, from 14 to 48 cts. per 
100 galls, is paid, the average being about a half of the proceeds 
from the pail system. German prices cannot be given, but such 
matter is sometimes refused by the peasants. 
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The sale is always attended with risks, and in some places, when 
no persons apply for the matter, it is thrown into the water, as in 
Graz, Amsterdam, and Paris. Purchase of land for cultivation 
with excremental matter is not advisable for cities, on account of 
the extent of the work. But land belonging to the city might be 
leased with the understanding that a certain amount of the ex- j 

crement is to be used upon it by the tenant. 

In order to relieve the municipal authorities of all the difficul- 
ties attending the disposal and sale of faecal substances 
the whole work is usually let to a contractor. Hence the net 
earnings are difficult to determine. When the work is done by 
the city, the figures are easily obtained, although even then part 
of the labor, such as pumping or carting, may be done by con- 
tract. The account for Stuttgart for the financial year of 1885-86 
showed that the total expenses per capita were 62 cts., and the 
total proceeds 37 cts., leaving 25 cts. to be paid by taxation. 
The city called for 45 cts. per capita as a 'tax, so that the 
accounts showed a nominal profit of 20 cts. as far as the disposal 
accounts went, although the householders were not able to show 
any such profit. In Manheim, the entire outfit belongs to the 
city ; in 1887 the proceeds there were 57 cts. and the expenses 
71 cts., the difference being partly met by a tax of 11 cts., which 
has since been raised. 

From 1871 to 1889 the pail system in Heidelberg was man- 
aged by an association of the householders ; since then by the city. 
From 1881 to 1886 both expenses and proceeds averaged 61 cts. 
per capita annually, the latter consisting of 20 cts. for the matter 
and 41 cts. paid by each person (the latter sum being the cost of 
the system to members of the association). The city gave a bonus 
for covering the additional expenses caused by certain municipal 
regulations regarding the dumping^ places. 

The Baden barracks present the only example of places 
actually receiving a profit from the excrement, which is partly 
due in their case to the fact that the matter is carried in a fresh 
condition directly to the fields. The peasants sometimes pay for 
it a sum corresponding to 62 cts. per capita annually. 

When the entire work is done by contract the expense to the 
householders is simply the fee they are required to pay. The city 
loses the interest on the sum invested in the appliances and build- 
ings lent to the contractors. Sometimes, but rarely, the removal is 
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done gratuitously. Some contractors apparently make large 
profits, such as the Dresden Eemoval Co., which pays 9 per cent, 
dividends, while others apparently work at a loss. The city 
might give out short contracts and supply all the tools and ap- 
pliances, or require the contractors to pay into its treasury all 
profits exceeding a certain percentage. Under such conditions 
the municipal authorities would be sure of receiving some returns 
if the disposal was very profitable. 



CHAPTEE XIL 

Special Tbeatmekt of Excbemehttal Matteb. 

The drawbacks attending the sale of excremental matter are 
eliminated when the portions which are of value to farmers are 
separated and reduced to a form adapted for transportation and 
use. The poudrette, the usual product of the concentration, 
should be delivered in such a condition that it can enter into 
competition with existing fertilizers. Numberless inventions for 
this concentration have been brought forward from time to time, 
all of them based on one or more of the following processes : 
Evaporation, concentration in a filter-press, chemical treatment, 
or mixing with other fertilizers. No description of these pro- 
cesses will be given, as they have all proved impracticable or too 
expensive. Eawliitson and Bead stated in one of their works 
that no method of preparing fertilizers from city refuse, either 
with or without the addition of chemicals, has paid for the cost of 
the process. Since this opinion was given three new methods, 
described below, have been introduced : 

1. P0DEWIL8 treats the excrement with sulphuric acid to fix 
the ammonia, and then saturates it in an agitator with smoke 
from a fire, whereby it is partly evaporated and deodorized. The 
mass is then completely evaporated in shallow pans, placed eight 
deep, one above the other, in a chamber through which circulate 
the heated air and flames from a fire at the bottom. Recently 
vacuum chambers have been employed in which boiling takes 
place at from 150 to 185 degrees Fahrenheit. The faeces come in 
contact with the air at no stage of the treatment, and the g£ises 
developed are all burned. Such a plant is employed in Augsburg. 

2. LiERNUB has invented a process in which the excremental 
matter is first neutralized with about 1 per cent, of sulphuric 
acid, to fix the ammonia, and then boiled in a vacuum chamber. 
The latter corresponds closely to a three-chambered evaporator 
used in the preparation of sugar, in which the gases from one 
division aid in warming the next. The exhaust steam from the 
engine is used in the first chamber, after it has been superheated 
and thoroughly dried. The thick fluid thus produced is spread 
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thinly over the surface of highly heated revolving cylinders. The 
dry crust is scraped off by means of a second cylinder carrying a 
number of projections, and falls down as a fine powder. The 
process was tried in Dordrecht, and given up in order to install 
a more complete plant, it is said. In Amsterdam the process was 
adopted to prepare a thick fluid, which was said to be better suited 
for a fertilizer than the powder. Eecently the process was given 
up on account of the great dilution of the faecal matter, as men- 
tioned in the preceding chapter. 

3. Buhl and Keller have adopted a process founded on dis- 
coveries by Hei^tnebutte and Vaureal. The excrement is 
mij:ed in an agitator with from 0.4 to 1.6 galls, of a 5 per cent, 
solution of zinc sulphate and 0.6 to 1.2 lbs. of quicklime for every 
100 galls, of the matter. The liquid is then run into large tanks 
where from one-fourth to one-third of its volume is precipitated, 
the precipitate containing all the solid and the greater part of the 
dissolved faecal matter. This precipitate is compressed in a filter- 
press, and the cakes dried and powdered. The liquid remaining in 
the tank is treated with sulphuric acid to form ammonium sul- 
phate. The process prepares, therefore, two substances — the pou- 
drette, or dried night-soil and the ammonium sulphate, — about 42 
lbs. of the former and 6j^ of the latter from each 100 galls, of ex- 
crement. The -final effluent is practically pure water. A plant 
of this kind was tried in Freiburg, but was recently given up. 

Analyses of the poudrette from the three methods give the 
following relative proportions, in per cent., of the important 
constituents. 

Organic 

Process. Water, matter. Nitrogen. 

1. PODBWILS 9 69-70 7.0-10.7 

2. LlERNUR 16-22 60-68 6.7- 8.1 

3. Buhl and Keller 11-14 36-60 2.3-3.6* 

*This comparatively smaU amount is due to the fact that much of the nitrogen is 
changed into ammonium sulphate. 

The first and second methods are preferable, since all the solid 
matter enters into the powder, while in the last the potash is 
largely dissolved in the effluent. Salts of potash are cheap and 
easily obtained, and the above objection is counterbalanced by the 
fact that one of the products, ammonium sulphate, commands a 
good price. 

The relatively large amount of water in the Liernttr process 
is due to the difficulty of completely drying any thick semi-fluid 
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mass. PoDBWiLS uses shallow pans and adds earthy matter to 
remedy this. In the third process there is no heating of any 
but perfect liquids, with which the heat is fully used. 

The above difficulty also causes a difference in the amount of 
fuel employed, the most expensive item in poudrette manufacture. 
LiERi^UR claims that his system will evaporate 16 lbs. of water 
with 1 pound of coal, a result theoretically doubtful and not yet 
practically shown. Theoretically the Buhl and Keller system 
requires but a third of the heat necessary in the other processes. 
All of them must be regarded as in the experimental stage. 

Other methods are employed in Paris, Manchester, and else- 
where, generally at a loss. The plants should be designed with 
a due regard to hygienic requirements. The 24 establish- 
ments in the neighborhood of Paris are notoriously bad, and were 
recently compelled to conduct their operations in metal-lined 
chambers with proper ventilation. They were also required to 
dispose of the matter within 4 days of its collection. 



CHAPTER XIII 
Separation op Excremental Matter. 

It is sometimes considered desirable to separate excremental 
matter into solid and fluid portions, the latter passing away 
through the Bewerage system and the former being removed 
separately. Such a plan offers the advantages, as compared with 
the separate removal of all such matter, of less cost and the un- 
restricted use of water-closets. As compared with the discharge of 
all the matter into the sewerage system, it results in cleaner 
sewers and purer rivers, since a certain quantity of more or less 
sticky solids is kept out of them. It is true that there is no 
certain line of demarcation between fluids and solids in such 
cases, but there are a number of processes which accomplish a 
partial separation. 

The division takes place in the soil pipe, at the outfall of the 
vault, or through sand filters or perforated partitions in vaults 
or special pails. 

1. Separation by overflow connections of cesspools and vaults 
with the sewers is much employed in Amsterdam, Wiesbaden, 
Baden, and numerous English cities in consequence of the intro- 
duction of water-closets ; it is allowed in some other places. The 
interval between the successive removals of the solids is greatly 
extended by such separation, but it should be noted that the resi- 
due is in no sense an actual solid, but rather consists of a more or 
less semi-liquid mass, easily removed by pneumatic means. If 
the vault is used by 20 persons and cleaned once a year, then the 
outlet will discharge 365 x 20 x 0.25 = 1,825 cu. ft. if it is assumed 
that 0.035 cu. ft. of excrement and 0.211 cu. ft. of flushing 
water are furnished per capita daily. The contents of the vault 
are insignificant compared with this volume of discharge, and it 
will be easily seen that nearly all the excrement must pass into 
the sewers. 

The character of the discharge is certainly no longer that of 
the original excrement. After the cleaning of the vault, it will 
be several days before the overflow begins to discharge, and the 
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accnmulated contents will have already began to putrefy. The 
soil pipe and outfall are usually at opposite ends of the vault, and 
gases and certain soluble substances formed during putrefaction 
will check the desired precipitation during the flow from one 
opening to the other. Since the specific gravity of 
fgecea is somewhat less than that of urine, it is un- 
doubtedly true that a part of the former passes into 
the sewers with the latter, even when screens are 
used. Hence the eflBuent is probably between the 
original discharge from the closets and the ordinary 
contents of oess-poola in character, approaching the 
latter as the vault is increased in size and the inter- 
vals between successive cleanings prolonged. 

Overflow vaults are of aa doubtful value in houses 
Fio. 181. gg those of ordinary construction, and are worse for 
the sewers than a complete discharge of all the excrement, since 
the quality of the effluent is more dangerous and the quantity ia 
not materially decreased. The faeces, however, are usually finely 
divided, which is something of an advantage, but would be still 
greater if the effluent was passed through a gravel filter, such aa 
has been patented by Nessler and is shown in Fig. 182. It gives 
an increased opportunity for settlement and ia easily cleaned, yet 
its use seema an over- refinement if a 
grating is employed and the aewera are 
properly constructed. 

2. Separating pails. Fig. 181, con- 
nected with the sewers are used oc- 
casionally, especially in Paris and 
Zurich. The reaults of the separation 
depend naturally upon the size of the 
holes in the partition. Theoretically 
these should be small enough to retain 
all the faces, but in this caae they are 
soon stopped, especially in tlie bottom 
of the pail, and simple overflow results. ^°' "^ 

In this respect a Paris report states that the only demonstrated 
result of the use of these pails is that the fseces and urine enter 
the sewers at somewhat different times. Experience shows that 
about a fifth of the excrement is removed. 

Thorough flushing of closets and soil pipes without increased 
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expense, and a protection from gases by a water-seal, are advan- 
tages not so easily obtained with ordinary as with separating 
pails. Moreover, the latter may be changed at longer intervals, 
1 to 2 weeks, since they are not so quickly filled. Buerkli esti- 
mates the costs as equal to those of the usual cess-pool system ; in 
Zurich the proceeds from the residue cover the expense. 

The character of the effluent from separating pails is not so 
bad as that of the discharge from overflow vaults, since it gener- 
ally passes through the partition to the sewers in a fresh state. 
Any quantitative gain from holding back only a fifth of the ex- 
crement is hardly to be expected. The residue will always give 
off some gases, necessitating good ventilation ; and a frequent 
change of pails is desirable. On these grounds, the use of separating 
pails is apparently advantageous only when it is desired to remove 
solid matter from the effluent passing into sewers with deficient 
flushing facilities. 

3. In Stockholm and several other Swedish cities where the 
use of pails is obligatory, frequent use is made of closets in which 
the urine is immediately separated, in the closet, from the faeces 
and conducted to the sewers, the solids remaining in the pails. 
The use of such arrangements has reduced the amount of matter 
separately removed in Stockholm to only 220 lbs. per capita 
annually. If the pails are removed at long intervals, the nuisance 
in the house is great, and has led to the substitution of small 
vessels of 12 galls, capacity for the casks holding 34 galls, that 
were formerly used. Moreover, the period of removal has been 
shortened to 2 weeks, and a regular service adopted in place of 
the system of removal on application, that was once in vogue. 

4. Mention must be made of the high-pressure gas system of 
Breyer. From a vault below the house, receiving not only do- 
mestic sewage but also waste water and even refuse, the liquid mat- 
ter is filtered away and discharged into the sewers, the solids 
being from time to time forced into a cask by a pressure of 45 to 
60 lbs. per sq. in., and again filtered. The solid matter thus col- 
lected is heated to kill the bacilli and reduced to poudrette. A 
portable apparatus passes from house to house and furnishes the 
necessary pressure to compress the matter and remove it. The 
technical possibility and hygienic value of the system are indis- 
putable, though it has not been actually tried. The principal 
objection lies in the cost both of appliances and management. 



CHAPTEE XIV. 

Disinfection. 

By disinfection, micro-organisms are killed and putrefaction 
retarded, both while the excremental matter is standing and after 
it has passed away. Deodorization is partial disinfection, suf- 
ficient to prevent or destroy offensive gases, but not able to kill 
the bacteria. Various materials have been employed for disinfect- 
ing on a large scale — earth, peat, sawdust, ashes, carbolic acid, 
tar, charcoal, copper and iron sulphates, quicklime, and other 
substances. The earthy materials work mechanically, absorbing 
water and excrement, fixing the gases, especially ammonia, and 
retaining the bacteria. Moreover, a chemical action between the 
oxygen they contain and the organic matter also takes place. 
The chemical substances change the excrement, precipitating 
some portions of it. Their influence on bacteria depends upon 
the kind of chemicals employed. 

Investigations by Erismann on the character of the gases given 
off from vaults in 24 hours and the oxygen absorbed in the same 
time resulted as follows, the figures representing grains per gal- 
lon : 

Carbonic 

acid. Ammonia. Methane. Ozyfiren. 

Withont disinfection 36 6.6 2i 45 

With iron sulphate 23 ... 9 20 

*' garden loam 48 2.2 9 63 

" powdered charcoal 55 6A U 52 

It will be seen that the chemical action of the iron sulphate is 
more powerful than the mechanical action of the earthy materials. 
The latter absorbed more oxygen and gave off more carbonic acid, 
showing that oxidation rather than putrefaction was taking place. 
The generation of ammonia does not stop, and possibly the gas 
carries with it the bacteria which the earthy matter in no way 
destroys. 

The cost of disinfection (for materials, appliances, and inspec- 
tion) must be considered, as well as its actually incomplete work- 
ing; and on both these grounds a thorough ventilation of a house 
may be more satisfactory. The process is generally restricted to 
buildings requiring specially complete sanitation. 
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1. Disinfection with Earthy Materials. — Since the object of 
such disinfectants is to substitute oxidation for putrefaction, they 
should be adapted to receive oxygen from the air and are prefer- 
ably dry and finely divided. In respect to the absorption of gases, 
especially ammonia, the fineness of the particles, giving increased 
surface, and the composition of the substances employed, act in a 
manner hardly explicable. Investigations by Oeth show that a 
cubic yard of sand will fix, or retain, 4,100 grains of nitrogen in 
the form of ammonia. On adding loam and humus the absorb- 
ing capacity is increased until it reaches 5.5 lbs. with very rich 
clay. Hence sand is not adapted for such purposes, while humus, 
loam, and clay are. This variation gives rise to the diverse require- 
ments in different places. In England, 4:% lbs. of earth per 
capita are generally used, while in other places as much as 11 lbs. 
are employed. The oxidizing power of earth remains constant 
so long that finally all the excremental matter will be changed to 
gaseous or soluble bodies. After drying, the earth may be used 
again and is occasionally employed 5 or 6 times. After satura- 
tion it is especially adapted for fertilizing purposes, since it con- 
tains many substances that can be directly assimilated by plants. 

Ashes act much like earth, both as disinfectants and as fertil- 
izers, and are more adapted for economical use from the neces- 
sity of their removal in any case. In many towns they are removed 
from the house refuse by sieves, which, at the same time, reduce 
the matter to the desired size. The requisite amount, twice the 
quantity of excrement, is rarely furnished by the house, Man- 
chester being apparently the only place where a sufficient quan- 
tity is obtained. The sifted ashes are stowed away and used in 
^^ ash pails ^' as required. 

The quantity of material necessary is greatly diminished by 
the use of some of the special preparations of peat that have 
recently been introduced. The peat is cut up and sifted, about 
80 per cent, of the product being a coarse, fibrous mass, and the 
remainder a fine powder. Both forms are capable of absorbing 
liquids and reducing them to various gases, the powder being 
more efficient than the other portion. The latter, the coarse 
fibers, will take up 4 to 6 times its weight of water, while the 
powder absorbs from 6 to 12 times its weight of water and 1.5 to 
2 per cent, of its weight of ammonia. Hence, if the annual ex- 
crement per capita be assumed as 970 lbs., an eighth of that 
15 
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weight, 121 lbs., of powdered turf will be sufficient to absorb 
the matter, although not enough to take up all the ammonia. In 
general, the requisite amount for dwellings varies from 66 to 154 
lbs. per capita annually, although sometimes only 33 lbs. is 
needed in schools and factories. 

The bacteria in the saturated peat were found by Oaffky and 
* SoYKA to be of the harmless species. No injurious bacilli can 
exist, on account of the tendency of the material to develop acid 
characteristics. 

The saturated peat is an almost odorless fertilizer, easily 
handled and employed. Its value naturally depends upon the 
amount of water in the excremental matter and upon the soil ; 
for some kinds it is better adapted than compost earth, and for 
other kinds it is not so good. The best results are obtained with 
a light soil, and in any case the ingredients lacking can be 
easily supplied by adding small quantities of the usual commercial 
fertilizers. The principal advantage of the peat lies in the ease 
with which it can be transported. The average results of analyses 
of this material, after one saturation, give 80 to 88 per cent, of 
water, 10 to 17 per cent, of organic matter, chiefly vegetable 
fiber, and 0.4 to 0.8 per cent, of nitrogen. The latter is not 
greater than the amount present in the contents of cess-pools, but 
may be raised to perhaps 2 per cent, by repeated saturation. 

The earthy disinfectants are applied in the closets, vaults, or 
receiving stations. In the first method the earth is placed in a 
pail or pan, either when the receptacle is cleaned or automatically 
by dropping the lid of the seat or moving the door of the closet. 
The removal is generally by the pail system, although occasion- 
ally the matter passes through soil pipes to vaults or casks. In 
the latter case the vaults must be emptied by hand, which is not 
such disagreeable labor as with the usual class of cess-pools, 
and takes more time. 

The preparation and transportation of the disinfectant 
naturally increases the cost of such systems of treatment and re- 
moval of excrement, which ranges from $1.50 to $2.50 per capita 
annually when earth is employed. The proceeds from the sale of 
the saturated contents of the pails or vaults are sometimes quite 
large, especially when the earth is used more than once. But 
earth closets require a constant municipal control, which is ex- 
pensive, since the householders cannot be trusted to keep the ap- 
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pliances in proper condition. Hence the system has only a 
limited use, as in Lancaster, where the urine is separately re- 
moved before disinfection and the amount of earth employed is 
only f lb. per capita daily, and in Manchester and Kochdale, 
where the house ashes are sifted and the finer parts placed in the 
closet pails. It is better to use the preparations of peat, already 
mentioned, as is now largely done in Brunswick, Hannover, Olden- 
burg, and other places. The cost of 110 lbs. per capita annually 
is 40 cts. ; labor and expense of removal, 55 cts. ; total annual 
cost per capita, 95 cts. In Brunswick the saturated peat is sold 
at from $1 to $1.75 per ton. In Warsaw, on the contrary, the 
introduction of peat closets was unsatisfactory. 

Disinfection in the privy vaults rather than in the separate 
closets appears to be commendable only where the work of con- 
trol and removal is easily done, as in the country or in buildings 
like the Lyceum at Strassburg, where the vault is easily entered 
from the side instead of from above. The system is extensively 
employed in Christiana, where the excrement from each house 
runs into a shallow pit and there receives the peat and lime used 
for disinfecting. The thick mass contains 0.7 per cent, of nitro- 
gen, and is highly valued as a fertilizer, bringing $4.25 a ton. 
Those portions that cannot be used at once are worked into com- 
post heaps. This process avoids the use of disinfectants in the 
closets, and is possibly less expensive than that system. It has, 
however, the disadvantage of not reaching the small particles of 
matter that cling to the sides of the soil pipe. Both methods 
possess the advantage of not contaminating the soil, even with 
porous or otherwise defective vaults. On the other hand, it is a 
matter of serious consideration whether or not the earth and its 
contents should be allowed to dry and be again used within a 
house ; an objection that has led to the introduction of the follow- 
ing system : 

In many cities the excremental matter is disinfected at re- 
ceiving stations. This is done partly to preserve the fertilizing 
portions for future agricultural use and partly to make a mercan- 
tile product of the dry parts of the street refuse. The latter is 
an excellent disinfectant, and also adds to the resulting mass 
from 0.2 to 0.5 per cent, of its weight of nitrogen. The compost 
is prepared in ditches from 1 to 1^ ft. deep, and contains from 
0.3 to 0.8 per cent, of nitrogen according to the amount of water 
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present ; so that the addition of the refuse to the excrement resnlts 
in a compound containing as high a percentage of nitrogen as the 
latter of its two ingredients. 

The f 8Bcal compost has considerable yalue in some places — ^from 
48 cts. to 11.24 per cu. yd. in Holland, 57 cts. in Glasgow, 67 cts. 
in Emden. In some cases the cost of removal is more than covered 
by the proceeds. In Emden the contractors do the work gratis ; 
in Glasgow and Groningen a profit of 20 to 50 cts. per capita an- 
nually is made. On the other hand, in Bergen and Stockholm, 
there is a loss of 42 and 18 cts., respectively, per capita annually. 

Where the compost must be 
carted any distance in wagons 
its value is considerably re- 
duced, as in Cologne, where it 
is worth only 19 cts. per cu. yd. 
delivered at the fields. In this 
connection, it should be noted 
that in Amsterdam the excre- 
mental matter from 40,000 per- 
sons is delivered, by the pneu- 
matic system at a central station, 
as already described, and is there 
worked into compost with the 
street sweepings. Sometimes 
the faeces are mixed with the 
Fig. 183. semi-fluid matter removed from 

overflow vaults, in order to '^ freshen ^* it. 

2. Disinfection by Chemicals, — Chemicals are extensively 
used in the " separation" system of handling excremental matter, 
in order that the urine passing into the sewers and the faeces re- 
maining in the pails or vaults may be rendered harmless and 
odorless. The chemicals are always added in a liquid form and 
mixed with the excrement as thoroughly as possible. Gerloczy 
recommends the use of copper sulphate and carbolic acid, as giv- 
ing the best results at a small expense. A number of compound 
disinfectants are now in the market, but the principal ones are 
sold by RoEBER, in Dresden; Max Friedrich & Co., in Leipzig,and 
Zeitler, in Berlin. The Friedrich disinfectant contains carbolic 
acid, hydrate of alumina, oxide of iron, and lime. The leading sys- 
tems of domestic disinfection are those of Friedrich and Zeitler. 
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The closets are arranged as shown in Fig. 183, and nenally 
Cave a "miser," Fig. 184, in the top story, which acts much 
like an ordinary flush tanit, being connected at one place with the 
water mains and at a second place with the flushing pipe of the 
closets and urinals. A perforated zinc hox contains the disin- 
fectant, the flushing water ie taken from the tank and a fresh 
supply is admitted from the mains. In the Friedrich sys- 
tem. Fig. 184a, the inflowing supply passes through an in- 
jector, which forces air into the water through a perferated tube 
at the bottom of the tank and causes the water to circulate through 
and around the box of disinfecting material. In the Zeitlek 
system. Fig, 184i, the water has to pass through two conical 




Fig. ISia. Wia. lUb. 

orifices, and in this way a series of little waves is caused, which 
effectually send the water through the box. The closets are thus 
flushed with disinfecting water, which also passes through the soil 
pipe into the vault, and there precipitates the solids by the sulphate 
of alumina and lime it contains. The first vault is usnall v connected 
by an overflow opening with another, 
called the settling tank, where the re- 
maining suspended matter is removed 
and a fairly pure effluent enters the 
sewers. The sewer connection can 
generally be closed by a valve, in order 
that the contents of the vaults may stand 
a sufBcient time to separate into solid 
and liquid portions. 

Various modifications of this gen- FiaiMc 

eral process have been proposed from time to time. The follow- 
ing are the most important : 

a. The mixer is sometimes placed below the oloaete. Fig. 
18ic, in order to save piping and diminish the probability of 
freezing. The whole apparatus is then tightly closed, and the 
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pipe to the closets is somewhat larger than that to the mains, 
in order that the flushing water may contain a portion of the con- 
tents of the mixer. A check valve prevents the passage of water 
in the wrong direction. 

J. A mixer is sometimes employed for each closet, in order that 
the existing piping need be altered as little as possible. In such 
cases a small apparatus is placed below each seat. 

c. A mixer is occasionally placed near the vault, into which the 
disinfecting solution is discharged once or twice weekly in houses, 
and more often in large buildings. Special attendance is neces- 
sary in this case, and the closets and soil pipe no longer receive 
any benefit from the process, which has led to its official prohibi- 

^ tion in Berlin. It has the ad- 
vantage of requiring no altera- 
tion in existing piping, and was 
recently recommended by. 
Friedrich. It is now the 
standard system in Karlsruhe. 
d. Where there are no suit- 
able water pipes, the excrement 
itself is used to dissolve the dis- 
infectant, which is contained 
in a small tank, as shown in 
Fig. 185. The results of such an arrangement are uncertain. 

The thoroughness with which the process is conducted is tested 
by chemical analyses of the contents of the second vault. The 
liquid must have an alkaline reaction when the disinfectants 
are properly added, usually once a week. The standard effluent 
contains, besides carbolic acid, 35 grains of quicklime per gallon, 
which have been found sufficient to prevent putrefaction. Since 
it also contains nearly all the nitrogen of the excrement, the de- 
posits in the vaults have little agricultural value, and the inter- 
ception makes no material change in the hygienic character of 
the sewers and rivers, serving chiefly to prevent deposits in the 
sewerage system. In this respect, the chemical separation is 
more efficient than the mechanical. 

This system of simultaneous disinfection and separation is 
permitted in Leipzig, Dresden, Chemnitz, Hannover, and Karls- 
ruhe, and is extensively used in the cities of Saxony, where the 
separation of fasces is regarded as of fundamental importance. 
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In the still unsewered districts of Berlin, where there is a water 
service, the system is employed, and the purified effluent allowed 
to flow off in the street gutters. 

The cobt of disinfection is stated by Friedrich to be 22J cts. 
per capita annually for small dwellings and less for larger houses. 
The removal of the sludge in the tanks may be estimated at 10 to 
18 cts. Since the sludge has no commercial value, the cost of the 
system averages from 25 to 38 cts., sometimes rising to 50 cts. 
per capita annually. In addition to this sum is the expense of 
public supervision, without which the process might not be 
properly conducted. The frequent presence of these officials in a 
house is certainly unwelcome, and an official report of a Prussian 
committee declares such supervision to be *' impossible and hate- 
ful. '* On this account the plan is not suited for large cities, and will 
probably be restricted to public buildings and the better class of 
private houses. 

The cost of the Friedrich system, as well as alleged choking 
of the pipes, have led to its rejection in favor of simply manual 
addition of the disinfectant, either in the vault, as in theSuEVERN- 
KoEBER system, or else in the closet. The latter plan is plainly 
the better, since the closets and soil pipes are then disinfected. 
But official inspection is then absolutely essential in order to in- 
sure that the additions of disinfectant are made at the proper 
interval, and the system is best adapted for places where it is sure 
to be properly conducted, as in hospitals and railway stations. 

Waste water is also disinfected in some places, either by flush- 
ing the kitchen and other connections with disinfecting water 
from the mixer or by conducting the waste to the vault, which 
must then contain a somewhat increased amount of the disin- 
fectant. 

Petri has proposed to dispose of the sludge in the vaults by 
mixing it with peat and pressing the mass into bricks, which will 
bum cleanly and without odor. 
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NOTES ON AMERICAN PRACTICE IN STREET 
MAINTENANCE AND SEWERAGE. 



The following matter relating to sewers, street maiatenance, 
and the disposal of refuse is chiefly taken from a series of ar- 
ticles on municiDal engineering, published in ENGii^^EERiiq'G 
News in 1886. These articles were prepared by engineers con- 
nected usually with the departments described, and give the 
actual practice at that date in the several localities mentioned. 
The illustrations were prepared from standard drawings furnished 
by the departments. 

, Catch-basins Aiq^D Traps. 

Fig. 186 illustrates the Boston standard design for a catch-basin. 
These basins are usually located about 250 ft. apart, with the 
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Fio. 186.— Standard Catoh-basins, Boston, Mass. 



manhole in the sidewalk, as shown. When this basin is on a 
grade in the street the entrance-stone is so shaped as to divert 
the water into the curb opening, as indicated. The trap here 
illustrated is open to the objection that, if the water in the basin 
has to be passed out of the 10-in. pipe, or if this pipe is in any 
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way obstructed, the cement aeai about the hinged trap must be 
broken and then renewed. The usual practice, however, in 
emptying this basin is to dam the gutter entrance and then hoist 
the water out of the manhole in buckets. 

Figa. 187 and 188 illustrate the Providence standard catch- 
basin with a modified form of the Cboe3 trap. The bottom of 
this basin is formed of Xorth Biver flagatone, and the brick walla 
are 8 ins. thick and lined on the inside with cement mortar up to 
the water line. Fig. 189 shows plans and sections of different 
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types of " extra inlets" to cateh-haaina, by the use of which the 
nnniber of anch basins is reduced, the water is more easily disposed 
of, and the amount of water flowing over the crossings is reduced. 
The style of catch-basin cover is shown in Fig. 190, 

The standard catoh-baain uaed in the city of Washington, D. 
C, is shown in Fig. 191. These basins are built of brickwork, 
made perfectly water tight by an interior coating of neat hydraulic 
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cement | in. in thickness. The cover of the basin is usually 
4-in. flagstone ; the manhole opening is 2 ft. in diameter, and is 
closed with a cast-iron cover ; the throat-stone and side-stones are 
of granite. The usual dimensions of this basin are as follows : 
Gutter opening, 3 ft. 5 ins. long by 8 ins. high ; the interior of 
the receiving basin is 2 ft. by 4 ft. and 6 ft. deep ; the '' stench- 
box*' is 1 ft. 3 ins. square, and the bottom of the discharge pipe is 
located 6 ins. above the top of the opening connecting the receiv- 
ing chamber and the stench-box. 

Fig. 192 shows an alley and gutter basin of the same general 
construction as the one described above, but smaller and covered 
with an iron grating. This drop is used in alleys, street gutters, 
and at public hydrants to carry off waste water. 

The Philadelphia standard catch-basin is illustrated by Pig. 
193. While the general design is somewhat similar to the Wash- 
ington catch-basin. 
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just described, the 
detail is more elabo- 
rate, and the parts 
subject to wear in 
cleaning are faced 
with flagstone. The 
arched cover to the 
stench -box is also 
less liable to permit 
the escape of nox- 
ious gases than the 
single cemented 
stone used in the 
former case. Fig. 194 shows a cast iron catch-basin used to some 
extent in Philadelphia. The trap here is an initial part of the 

casting. 

A form of catch -basin used in the city of Louisville, Ky., by 
E. T. ScowDEN, City Engineer, is shown in Fig. 193a. 
This basin is constructed of brick laid in hydraulic cement. Ac- 
cording to the specifications provided, the bottom of the excavated 
pit is first covered with a 2-in. layer of concrete, and on this is laid 
a course of brick flatwise, thoroughly imbedded in cement 
mortar. Over the brick is a 1 j4-in. course of cement mortar, and 
on this is laid another of brick flatwise. On this upper course of 
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brick is laid a flooring of 2-in. oak l>oard8, to prevent dieturb- 

ance of the brick, or wear in removing the contents of the basin. 

The aide walls are carried on the brick and concrete only ; 

though one or two brick courses are allowed to project inside over 

8cct-Umai EUmlbm, 
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brick, which space is thoroughly fitted with cement mortar as the 
bricks are laid. The space between the ontside of the brickwork 
and the sides of the pit, about 2 ins., is also well filled with 



M 

Q 



o 
► 



td 

► 

00 

M 

00 




cement mortar. The trap shown is made of stoneware, and is 
provided with a tight iron cover. 
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Sewer Sections. 
The following sketches illustrate varioos American types of 
sections adopted for eewer construction. Fig. 195 ia reduced 
from an illustratiou in "Main Drainage Works of the City of 
Boston, Mass.," by Eliot C. Clarke, C. E., engineer in 
charge. Taking the figures fonnd upon tliis plate. Figs. 1 and 3 
show the 10 ft. 6 in. main sewer, with rubble side walls ; Pig. 3 
is the bond used in the spandril ; Figs. 5 and 6 are the manholes 
and their connections, with the wrought-iron step shown at Fig. 

O^^— I, ^ 7. These manholes 

Jf^^^^ ^^ *^^ usually located 

ill m. 400 ft. apart. Fig. 

|^^uB^m| S^ ^ shows tlie sewer in 

•""B"** ^Sn conglomerate rock 

and coarse sand. 

Fig. 10 represents 
a portion of this 
sewer where it is car- 
ried over a bed of 
marsh mud from 20 
to 86 ft. deep. In 
this case the intend- 
ed street was first 
filled in and the 
sewer then built 
with a wooden shell, 
formed of 4-in. 
spruce plank 10 ins. 
wide. Every fourth 
plank was wedge- 
shaped on the radial 
line, and the whole 
structure was se- 
curely spiked and 
treenailed together. 
™- ^'^- It was finally lined 

with 4 ins. of brickwork, and the average cost complete of a sewer 
10 ft. 6 ina. in inside diameter was 156 per lineal foot. In the 
course of about two years this section settled in a long curve 18 
ins. below the original grade line, but without any apparent damage. 
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Fig. 11 in this plate shows a portion of this sewer paasiog 
within 35 ft. of a large gasholder. Sheet-piling was used here as 
a precaution, and the trench was back-filled with concrete to the 
level of the crown of the arch. Figs. 12 and 16 show side en- 
trances and a hoat chamber, the opening to the street being rect- 
angular, 11 ft, by 4 ft., large enough to permit a boat to be 
passed down to the sewer for inspection purposes. Fig. 13 illus- 
trates a pile foundation ; and Figs. 14 and 15, tunnel sections. 
The total cost, in 1878, of 3.3 miles of this main sewer, 10 ft. ( 
in. diameter, was (606,031, 
or about $36 per lineal foot. 
The standard section for 
oval sewers in the city of 
Providence, E. I., is shown 
in Pig. 196, together with 
a table of elements used by 
the city engineering depart- 
ment in figuring upon sew- 
ers of this type. These ele- 
ments are all given in parts 
of the smaller or horizontal 
inside diameter, D, and are 
self-explanatory. 

The standard type for 
Washington, D. C, is given 
in Fig. 197. The present 
practice in this city is to 
malce all sewei-a above a 24> 
in. pipe in size egg-shaped 
up to a maximum size of 10 
X 15 ft. No pipe sewers less 
than 8 ins. in diameter are 
put down, and these are laid 
in concrete, as shown at the 
base of the cut. This con- 
crete is 6 ins. thick on the 
sides and bottom, and the joints are covered bya band laid in hy- 
draulic cement. T-branches for 6-in. house connections are pnt 
in when the sewer is being constructed, and a record kept of the 
distance of these connections from the nearest manhole. 
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In egg-shaped brick sewers varying in size from 2 x 3 ft. to 
and including 4 x 6 f t. the invert is made of the half of a terra- 
cotta pipe laid in Portland cement. For the invert of all sewers 
larger than this a paving of trap or granite blocks is set in Port- 
land cement. In the brick sewers terra-cotta junction blocks are 
set in for house connections just above the springing line of the 
arch. The minimum radius for turning angles is 50 ft. in all 
cases. 




£gc Shapc. 

Table of Elements 
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Name. 


EKg Shape. 


Fonr-Cen. EU. 


Area 


1.1485321 D* 
3.9649467 D 

a289b71 D 
0.8388 <? 


1.1728(y72 1)8 
3.9649519 D 

0.295794 D 
0.8272 <S 


Periphery 


Mean hydraulic radins, when 

full 

Approx. valne of D in terms of 

the dia. <^ of a circular sewer 
of equal capacity of discharge 



FiQ. 196.— Sections op Oval Sbwers, Pbovidenoe, R. I. 

In the upper comer of Fig. 197 a drop for dry-weather flow is 
shown, to be used in cases where it is undesirable to discharge into 
a stream, unless the sewage flow is very much diluted by the rain- 
fall. As will be seen, the ordinary flow runs over the stone sill 
into a square receiving basin below, and is carried in a pipe 
sewei' to a proper sewage outlet. In the case of a storm, the in- 
creased velocity dae to the greater volume causes this diluted flow 
to leap the drop opening and to pass to the storm outlet. 

In Philadelphia, Pa., both circular and oval sewers are used, 
as is shown in Fig. 198, both being maximum sizes of their class. 
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No special explanation of these sketches is neceesary. The house 
connections are 6 ina. in diameter and are located 15 ft. apart. 
They are inserted about 45° above the springing line and at an 
angle of 45'^ with the sewage current. Fig. 198a shows the pipe 
sewers and their concrete beds, as constructed in this city. 

Sewer Details, 

Manhole Covers.— Figs. 199 and 300 illustrate the ventilated 
manhole cover and its catch-bucket used in the improved sewer- 




Fio. IBT.— Stahdard Sewers, Wabbinoton. 

age of Boston, Mass. This studded cover has been carefnlly de- 
signed and well tested ; and the bucket suspended under it, as 
shown in Fig. 8 of Fig. 195a, is intended to catch any dirt from the 
roadway, or miscellaneous rubbish that migh^pass through the 
16 
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openings in the cover. Tho bucket is made of galvanized 
iron, well coated with tar, and is lifted out and emptied 
as occasion reqaircB. Fig. 201, ])age 245, shows a similar 
manhole cover and bucket in use in Philadelphia, Pa, The 
standard frame and cover as used in Piovidence, E. I., is given 
in Fig. 302, 
T>age 246. 

Sewer Con- 
xctions. — The 
tandard con- 
ectious for 
ewers as print- 
d on the back 
f drain permits 
ssued by the 
ity of Boston 
re shown in 
Natural Fintndalion. Fjg. 203. The 

connections for pipe and brick 
sewers are of the usual type ; 
but the third illustration is 
made necessary by the old 
wooden sewers still in existence 
in that city. Beveled connec- 
tion pipes of 0, 8, and 13 in. 
diameter are given in Fig. 204, 
_ as used in Providence, K. L 
Manholes to Sewers. — In ad- 
TspcofMaximHm Section on Artmiai dition to the form of manhole 
i.i..i9Bi^.^;^3-w«.«. ^^ ^^ the Boston improved 

fhiladelfhijl sewerage work (Fig. 195), we 

have in Figs. 205 and 206 the standard type used in Providence, 
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E. I., for deep and pipe sewers. The standpipe shown with Fig. 
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205 is located with its top 11 ft. below the general surface of the 
street ; it is put in when the sewer is built and equalizes the 
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B^G. 199. -Ventilated Manhole Cover. 



depth of cutting for future house connections, regardless of the 
depth of the sewer proper. The method of building manholes on 
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FlO. 200.— CiTCH-BnOKET L'NDBB VBNTILiTED COVBft. 



FlO. 2(8.— SBWBB CONNaCTWNS, BOSTON, MiBS. 

for the bottom por- j 
tion. Those used in 
Providence, R. I- 
(Fig 208), are made of 
good clay, well burned 
and salt-glazed, similar 
in these respects to 
sewer pipe. These 
blocks are hollow and 
are made in two sizes, 
to conform to S-in. and 
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4-in. brickwork, and each block is 2 ft. long. In Philadelphia, 
blocks of concrete and a combination of concrete and brick are 
used for the same purpose. (See Figs. 209, 210.) 

Flushing Small Sewers. — A device introduced in Boston 
some years ago and successfully used for flushing small sewers is 
shown in Fig. 211. The cut illustrates the general arrangement 
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adopted for a 3-ft. circular sewer, though it is understood that the 
same method was applied with success to an oval sewer 6 ft. high 
by 2 ft. 8 ins. wide. 

For convenience in passing it down the sewer manholes, the 
^^ kite '' or scraper is made in two parts, as shown. The bottom 
brace and roller keeps the rope from being cut by the brickwork 
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and fairly in the axis of the tunnel, and a couple of turns of the 
rope around the top frame ei^ables the attendant to control the 
forward movement of the scraper. 



Weight i44..rFflr 




Wei trht of Frame alone Zoo.lbs. 

Fio. 202.— Knobbed Manhole Cover. 
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Fig. 202a.— Plain Manhole Goybb. 



In practice, the trailing wheel was found to be a necessary 
adjunct to counteract the backward tip of the frame resulting 
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from the weight of ft  
long rope. In using 
this aeraper it is put 
together as shown, and 
iethen held stationary 
just below the man 
hole until a sufficient 
volume of water has 
accumulated behind it 
The scraper being 
somewhat amaller than 
the aewer sections, the 
water escapes through 
the annular space in 
the form of a thin 
sheet or jet, and with 
a velocity due to the 
head secured, some- 
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Horliontal Section. 

Fib. aw.-MANBor-Ksos Pipb 

8SWBR3, pBOVlDBNaS. R. I. 

times equaling 16 ft. 
per second. As the 
rope is slowly paid out 
the scraper advances and 
pushes before it a bed of 
sand and gravel, some- 
times 8 ins. deep and 
100 ft. long in the' Bos- 
ton practice. "When the 
debris becomes too 
heavy the scraper is 
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stopped at a manhole, the water is allowed to resume its usual 
low level, and the rubbish is hoisted out. 

Sewer Cleaning. — F. ^^loyd Weld, City Engineer of Water- 
bury, Conn., in 1885, describes the following appliance for 
cleaning out small sewers. In the city named there are about 




10,000 lin. ft. of sewers, 1 ft. 6 in. by 2 ft. 3 in. These sewers 
carry storm water from catch-basins, and those having a light 
grade were found to retain sand and mud carried in from nn- 
paved streets. 
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As men cannot enter these sewers, the engineering depart- 
ment devised the apparatus shown in Fig. 311a. This was a three- 
leg derrick, a scraping bucket, and a pulley set in a frame, aa 
shown in the cuts. The derrick stood about 8 ft. high, and 
attached to two of the legs waa a winding-drum operated by two 
ordinary carriage wheels. 

The bucket, or scraper, was madeof galvanized iron, strength- 
ened by iron bands 
around the two enda. | 
It was 8 ins. in dia- 
meter, about 2 ft, fc 
long, and provided 
with a flaring collar 
or mouth. To the in- 
side of the mouth an 
iron bail was riveted. 
The pulley shown waa 
6 ins. in diameter, and 
a band of iron 2 

I 





FiaJOS.— Invert Block. Sla 210. 

ina. connected the two ends of the l^-in. iron shaft. This curve 
conformed to the crown of the sewer. A tum-buekle on the 
shaft served to press it out and hold it in position against the 
sides of the sewer. 

In operating this apparatus the derrick ia set up over the man- 
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hole where the material is to be removed ; the pulley and frame 
are put in place, and a small line is then floated down from the 
manhole above. This line is caught at the manhole and used to 




Fio. 311.— Shall Sewer Flusriko. 

draw the hauling rope 

to the upper manhole; 

one end of this rope 

is then attached to 

the ring in the end of 

the bucket bail, and 

the other end to the 

drum on the derrick. 

I Another rope is also 

f tied to the ring on the 

scraper and let out 

as this advances, and 

is used to puil it back 

for a fresh load. 

Pia. ziio. When the sand is 

cleaned out from one section, the third leg of the derrick is 

folded down upon the drum, the ropes, bucket, and pulley loaded 
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on the derrick, aod the vhole is then trundled ofE to the next 
point of use on the two wheels which do other duty in operating 
the drum. It has been successfully used in pipe sewers, and Mr. 
Weld said that they have had no difficulty in passing around 
curves. 

JRe Hitchcock Sewer Inlet Trap. — The purpose of the 
trap shown in Fig. 311& is to prevent the escape of gases from the 
sewer through an in- 
3 let in the cooler sea- 
sons, when the air in 
the sewer is usually 
warmer than the air in 
the streets. 

The device explains 
itself. The iid. A, 
opens and permits the 
discharge of water en- 
Fio. 3116. teiing the inlet ; but 

at other times it remains tightly closed by its own weight against 
the fixed spout D. This trap is made of cast iron, and has been 
eaccesefuUy used in Springfield, Mass., for about 15 years. It is 
manufactured by the Springfield Foundry Co., of that city, 

A diagram illustrating the standard system of drainage in 
Providence, R. I., is given in Fig. 312. This is a cross-section 



Fio. 212. -Section iLLuiTBATlNO Drainaok. 

of a typical street, showing the location of thecatchbasin, sewer 
and storm sewer, house connections, and water and gas pipes. 
The diagram is self-explanatory. It should be mentioned that in 
this city the ruling depth of sewers from street grade to the inside 
crown of the sewer has been fixed at 11 ft., and over 30 
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miles of sewers have been built in accordance with this rule. The 
11 ft. was adopted because it permitted the private drain, laid at 
the minimum slope permitted (see rules and regulations for 
private drains), to reach a point 100 ft. from the street line and 
still be below the level of the curb. 

Miscellaneous Tables and Kules, for Sewers and 

Drains. 

Table Showing Size, Rei^ativb Capacity, and Material Required for Various 

Sizes of Sewers, Washington, D. C. 



Sise. 

« 


Area, 
sq. ft. 


Hydraulic 
radius. 


1 

Relative 
capacity. 


Concrete, 
cu. ft. 


n 


Pipe, size 
in ins. 


Pipe, 
lin. ft. 


Trap, in 
sq. ft. 


12" 


0.78 


0.25 


1.00 


1.69 




12 


1.0 




15" 


1.23 


0.31 


1.84 


2.33 




IS 


1.0 




18" 


1.77 


0.375 


3.05 


2.40 




18 


1.0 




21" 


2.40 


0.438 


4.65 


3.20 




21 


1.0 




24" 


8.14 


0.600 


6.68 


8.35 




24 


1.0 




2.0' XS.O' 


4.64 


0.667 


10.81 


3.88 


4.680 


12 


0.5 




2i«5' X 8.37' 


5.92 


0.649 


15.17 . 


4.225 


5.128 


15 


0.6 




2.60' X 3.76' 


7.23 


0.700 


19.40 


4.166 


6.521 


15 


0.5 




2.75' X 4.12' 


8 71 


0.787 


25 51 


4.643 


6.009 


15 


0.5 




8 0' X 4.60' 


10.41 


0.867 


32.46 


6.360 


6.620 


15 


0.5 




8.25' X 4.87' 


12.13 


0.937 


40.15 


5.393 


7.134 


18 


0.6 




3.60' X 6.26' 


14.10 


I.OIO 


49.26 


6.622 


7.683 


18 


0.6 




3.76' X 5.02' 


16.19 


1.090 


59.30 


6.270 


8.213 


18 


0.5 




4.0' X 6.0' 


18 54 


1.150 


70.69 


6.347 


8.624 


21 


0.6 




4.5' X6.75' 


23.26 


1.300 


95.75 


6.040 


8.660 






4.550 


6.0' XI. ao' 


28.71 


1.450 


126.44 


7.330 


8.650 






6.310 


5.26' X 7.87' 


31.67 


1.521 


144.84 


7.800 


9.860 






6.310 


6.50' X 8.26' 


34.74 


1.590 


163.13 


8.138 


10.135 






5.938 


6.0' X9.0' 


41.61 


1.738 


205.89 


12.830 


15.000 






6.080 


•6.5' X1J.75' 


48.53 


1.882 


254.60 


15.612 


16.832 






6.768 


t6.5' X9.75' 


48.53 


1.882 


254.60 


26.350 


7.270 






6.768 


7.0' X10.50' 


66.27 


2.027 


309.25 


14.730 


17.160 






7.770 


*10.0 circ. 


78.54 


2..'>00 


493.03 


17.378 


27.598 






10.470 


t20.0 " 


314 16 


5.000 


3016.73 


130.421 


28.512 






16.906 


•Brick arch. 


. tCon< 


3rete an 


3h. 













Rules and Regulations for Private Drains Adopted by the Board 
of Public Works of Providence, R. L, May 27, 1882. 

1. Applications for permits to connect with any sewer must be 
made in writing to the Board of Public Works by the owners of 
the property to be drained, or by their duly authorized attorneys, 
and must be accompanied by a clear description of the premises 
to be drained and of the drains required, and also by certain 
agreements, all as provided in the printed form of application 

issued by said Board. 

2. No one but a drain layer duly licensed by the Board of 

Public Works will be allowed to make connection with the sewers. 
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nor lay any drains in connection therewith; and any person so li- 
censed shall give personal attention to any work done under his li- 
cense. He shall also employ none but competent persons to 
do said work. 

3. Notice must be given at the office of said Board 24 hours, 
if required, before any street or public way can be opened for the 
purpose of laying a private drain, or before any drain pipe can be 
extended from work previously done and accepted, or new connec- 
tions of any kind be made with such work, unless otherwise per- 
mitted by the City Engineer. 

4. No work of laying drains can be commenced or continued 
unless the permit is on the ground, in the hands of the drain- 
layer or some one employed by him. 

Rules for Laying Drains. — 1. In opening any street or public 
way, all materials for paving or ballasting must be removed with 
the least possible injury or loss of the same, and, together with 
the excavated materials from the trenches, must be placed where 
they will cause the least practicable inconvenience to the public. 
As little as possible of the trench must be dug until the junction 
piece into the sewer is found, unless it is first determined to 
make a new opening into the sewer. 

2. Whenever, in the opinion of the City Engineer or author- 
ized inspector, the sides of the trenches will cave, sheeting and 
braces must be used to prevent caving. 

3. The Board of Public Works, the City Engineer, and their 
authorized agent are to have at all times facilities for inspecting 
the work and materials while under the charge of the drain 
layer ; and, if required, no pipe or other materials for the drains 
can be used till they have been examined and approved. 

4. The least inclination that can be allowed for water closet, 
kitchen, and all other drains of not over 6 ins. diameter, liable to 
receive solid substances, is i an in. in 2 ft. ; and for cellar or 
other drains, to receive water only, J of an in. in 2 ft. The 
depth of the crown of a drain at the curb line shall be deter- 
mined by a rise of J of an in. per foot from the crown of the 
sewer directly opposite. 

5. The ends of all pipes not to be immedietely connected 
with are to be securely stopped by brick and cement or other 
water tight and imperishable materials. 

6. All pipes that must be left open to drain cellars, areas. 



254 AMERICAN STREET MAINTENANCE AND SEWERAGE. 

yards, or gardens must be connected with suitable catch-basins, 
the bottoms of which must not be less than 2i ft. below the bot- 
tom of the outlet pipe, the size, form, and construction of which 
are to be prescribed by the officers named in the second rule. 
When meat-packing houses, slaughter-houses, lard-rendering es- 
tablishments, hotels, or eating-houses are connected with the 
sewers, the dimensions of the catch-basins will be required to be 
of a size according to the circumstances of the case. When the 
end of the drain pipe is connected with a temporary wooden catch- 
basin for draining foundations during the erection of buildings, 
the drain layer will be held responsible for dirt or sand getting 
into the drain or sewer from such temporary catch-basin. 

7. No private catch-basin can be built in the public street, 
but must be placed inside of the line of the lot to be drained, ex- 
cept when the sidewalks are excavated and used as cellars. 

8. Unless special permit shall be granted by the Board of 
Public Works, no privy vaults can be connected with the sewers ex- 
cept through an intervening catch-basin, and the discharge pipe 
of the vault must be high enough above its bottom to effectually' 
prevent anything but the liquid contents of the vault from pass- 
ing into the drain. 

9. The inside of every drain, after it is laid, must be left smooth 
and perfectly clean throughout its entire length ; and to insure 
the same a scraper of suitable material, of the shape of the pipe 
and slightly less in diameter, shall be drawn through each length 
of pipe after the same has been laid. 

10. In case it shall be necessary to connect a drain pipe with 
a public sewer where no junction is left in such sewer, the new 
connection with such sewer can only be made either by one of 
the employes of the Board of Public Works or when an officer, 
named in rule two, is present to see the work done. 

11. Whenever it is necessary to disturb a drain in actual use, 
it must in no case be obstructed without the special direction of 
one of the officers named in rule two. 

12. The back-filling over drains, after they are laid, must be 
puddled or solidly rammed, and together with the replacing of 
ballast and paving must be done within 48 hours after the 
completion of that part of the drain lying within the public 
way, and done so as to make them at least as good as they were 
before they were disturbed, and to the satisfaction of the Board 
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of Public Works and the officers mentioned in second rule ; and 
the owner will be held responsible for any settlement of the 
ground which occurs within one year on account of laying said 
drain. All water and gas pipes must be protected from injury or 
settling, to the satisfaction of the Engineer. 

13. Every drain layer must inclose any opening which he may 
make, in the public streets or ways, with sufficient barriers, and 
must maintain red lights at the same at night, and must take all 
other necessary precautions to guard the public effectually against 
all accidents from the beginning to the end of the work, and can 
only lay drains on condition that he shall use every precaution 
against accidents to persons, horses, vehicles, or property of any 
kind. 

14. In case a water or gas pipe should come in the way of a 
drain, the question of passing over or under the water or gas 
pipe, or of raising or lowering it, must be determined by one of 
the officers named in rule two. 

15. All exhausts from steam engines and all blow-offs from 
steam boilers must be first connected with a catch-basin of such 
dimensions as the officers mentioned in second rule may prescribe ; 
and in no case will they be allowed to connect directly with the 
private or public sewers without special permission from the 
Board of Public Works or the City Engineer. 

16. Such information as the City Engineer has with regard to 
the position of junctions will be furnished to drain layers, but at 
their risk as to the accuracy of the same. 

17. When any change of direction is made in the pipe, either in a 
horizontal or vertical direction, curves must be used. No pipe can be 
clipped contrary to the direction of officers mentioned in rule two. 

18. All persons are required to place an effectual trap in the 
line of drain just before it leaves the premises, and to make an open 
connection with a down-spout back of the trap; also, when 
possible, to make an open connection with the highest part of the 
soil-pipe within the premises through a large pipe or flue, to a 
point above the roof of the building, unless special permit to vary 
from the same shall be granted by the Board of Public Works. 

19. The drain layer shall faithfully observe all the rules for 
laying drains as adopted by the Board of Public Works, and, if 
so directed, shall not cover any of his work until it has been ex- 
amined and accepted by the proper officer. 
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20. No drain lajer or person employed by him will be allowed * 
to rest any planking or other material upon any gas or water pipe. 
Violations of this rule will be sufficient cause for the revocation 
of license. 

21. The drain-layer who obtains the permit shall carefully fill 
out the blank return provided, whether for new work or for 
alterations or additions, and return the same within 48 hours 
after the completion of said work. 

22. All work shall be done in such manner and at such times 
as to interfere as little as possible with the public travel and con- 
venience ; and the drain-layer shall conduct his work for this 
object as the Engineer may from time to time direct. 

23. Every person violating any of the provisions of the fore- 
going rules shall be liable to pay a fine of not less than twenty 
nor more than fifty dollars, and shall be subjected to a forfeiture 
of his license. 



Rules for Finding Number of Bricks in Circular and Egg- 

Shaped Sewers. 

Mr. Meadows, of the Canadian Society of Civil Engineers, 
gives the following rules for the above, with brick 8| x 2^ x 4 
ins., and \-m. joints: 

For circular sewers, multiply the internal diameter of sewer 
in inches by 1.1421 to find the number of bricks in first ring. 
Then add 10.28 inches to the internal diame'ter for each addi- 
tional ring. 

For circular sewers 

I (d/' X 1.1421) ^[(dg" + 10.28) x 1.1421] i x length in ft. x 

1.37144 = number of bricks in sewer. 
For egg-shaped sewers, multiply the internal transverse 
diameter of the sewer in inches by 1.4418 for the first ring, and 
add 10.28 inches to the internal diameter, as before, for each 
additional ring. 

Note.— The most nsnal way is to calculate the number of cubic feet of masonry 
in the sewer. See Washington, D. C, p. 252. 
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STREET CLEANIKG. 



SWEEPING MACHINES. 



At the time this series of articles on ^^ Municipal Engineering 
was prepared (1885) the sweeping machine in use in Boston was 
that known as the Stackpole (Fig. 213). While the illustration 
shows a one-horse sweeper, other machines in use by the depart- 
ment were fitted with a pair of front wheels and a pole, and were 
pulled by two horses. The reason given for the greater economy 
of the latter machine was that two horses can work in such a 
machine all day, while in the smaller sweeper one horse can only 
work one-half day, and time is lost in the change. 

Eattan is used in the broom instead of the usual ^^ bass ^^ : and 
while this rattan is more expensive, it is found to be much more 
eflScient in handling slush in winter, in sweeping gravel from the 
railway tracks, cleaning crossings, etc. The rattan (in 1885) cost 
30 cts. per pound, as compared with '^ coir grass, '^ or *^ bass,^^ at 
12 cts. per pound. 

The sweepers used in Providence, K. I. (Fig. 214), are made by 
the Abbott Downing Co., of Concord, N. H. But in this casea 
third wheel and a pole is added, adapting them to use with two 
horses. 

Figs. 215 and 215^^ show the " CapitaP^ sweeping machine, 
invented by L. P. Wright, of Washington, D. C, and was used 
by him when he had the contract for cleaning that city. This 
machine is made entirely of iron, except the wheels, and is made 
heavy so as to remove all dirt from the depressions in the pave- 
ment, car tracks, etc. It is pulled by four horses and sweeps 
from the center of the street, to the right, into the gutter. 
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Fid. 215.— Sthxbt Swkefeb. WASHraaion, D. 0> 



THE CAPITAL SWEEPIXO MACHINE. 
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The broom, which makes an angle of 45° with the axis of the 
machine, is 12 ft. long, and sweeps a \)ath 9 ft. wide. When 
new this broom is 5 ft. in diameter, and, with the broom shaft, it 
weighs 650 lbs. The broom is made of 96 bunches of white birch 
twigs, and is'worn down to 2 ft. in diameter before it is renewed. 
The whole broom is hung at the center so that it can readily ad- 
just itself to any un- 
even surfaces or in 
crossing a street. This 
m achine sweeps 
125,000 aq. yds. in 10 
hours. 

The city of London 
uses about 2,000 of 
the sweeping machines 
shown in Fig. 316, 
page SSa This is the 
so-called Barnard- 
Castle machine. The 
frame is built almost 
entirely of wrought 
iron, and it is durable, 
light and handy. Sev- 
eral sizes are built ; one, 
to be used with one or 
two horses, will sweep 
a path 6 ft. wide ; and 
the other is a heavier 
machine requiring two horses and sweeps 7J ft. wide. The 
cut illustrates the latest form of the machine, which sweeps 
7J feet wide. The broom in this machine has a universal 
joint in the center to compensate for inequalities in the pavements. 
In his treatise on the scavenging and cleaning of towns. Mi-. H. 
Percy Boulnois, M, Inst. C. E., says that a 6-ft. machine will 
sweep from 8,000 to 10,000 sq, yds. per hour in fair work. He fur- 
ther says that it costs little for repairs, and that one set of brushes 
{coating about 110) wUl last during 180 hours of constant work. 

This machine is now sold in the United States by W. 0. 
Oastlbr, 43 Exchange Place, New York, the American repre- 
sentative of the maimers. 



Tia. as.— Staoepoli Street Sweepeb. 
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STREET SPRINKUNG. 

What may be called a very commoti form of street sprinkling 
machino in American cities is shown in Fig. 317, page 266, in 
longitudinal section, rear crosB- sect ion, and front view. This is 
the so-called "Monitor" type of sprinkler, made by the Abbott 
Downing Co., of Concord, N. H. 

A street-Bcraping machine made by L. P. Weight & Son, of 
Washington, D. C, is shown in Fig. 317a. It is used for collecting 



pROVIDENae, R. I. 

snow or mnd from the streets, in cases where this mud is too deep 
and heavy for a sweeping machine. The machine has an iron 
frame with 12 steel shovels beneath the body, ai-ranged diagon- 
ally, and pressed down 
against the pavement 
bystrongsprings. With 
4 or 5 horses to pull it, 
the claim is made that , 
this machine will do 
^the work of 200 men 
with hoes. In a thaw i3ir=ii«r.p.r,p.wM.rii.im.i 

the plows can be re- ^°' ^'^"" 

versed and the machine used to scrape snow irom the gutters 
toward the middle of the street, so as to allow the water to run off. 
Sea Water for Street Sprinkling. — A paper upon this sub- 
ject was read in 1889 before the Civil and Mechanical Engineers' 
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Society of England by Mr. S. H. Terry. Inquiries were Bent oat 
to the engineers of 35 coast towns in England that had used sea 
water for sprinkling the streets. The answers showed that 33 of 
these towns had abandoned its use, for various reasons. 

The Ramsgate and Folkestone engineers said that it destroyed 
all kinds of road material except wood. Some towns advised its 
nse in sewer-flushing, 
but others thought it 
produced obnosioua 
gases when brought into 
contact with sewage. 

On roads oi flint and 
gravel the application oJ 
sea water doabtless pre- 
vents dust, and Berwick- 
on- Tweed highly com- 
mends it for this purpose. 
The engineer of that 
town found that one cart 
^ of seawater was equal to 
. two of fresh water for 
£ this purpose. 

The town of Boarne- 
mouth, Eug,, fonnd salt 
water particularly advan- 
tageous for macadamized 
roads, as " it seemed to 
make the immediate sur- 
face more compact." It 
was found there that the 
surface held the moisture 
almost three times aslong 
with salt as with fresh 
water. 

STREET CLEANING METHODS. 

As the writer of the article on the municipal engineering of 
Boston, Mass., describes the method of streefcleaning at con- 
siderable length and from observation of actual practice, this 
matter is practically reprinted here, as follows : 
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Taking a street of average width as an example, and few of 
the old Boston streets are wide, work commences at such an hour 
ia the mormng in the business portion of the city that the streets 
are cleaned and the dirt removed by 7 A. M. In the operation of 
cleaning, a city watering-cart fii-st passes oyer the ground. This 
cart differs from that ordinarily used in street sprinkling in hav- 
ing finer jets or openings to the sprinkler. After this cart usu- 



ally follow two one-horse sweeping machines, moving in echelon 
in the narrower streets, so as notto obstruct travel. Commencing 
in the middle of the streets, these two machines sweep the 
dirt toward the gutters, making several turns over the block if 
the width of the street requires it. The dirt thus collected in 
long rows is then roughly gathered into piles by two men, one on 
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each aide of the street, with a distance between piles regulated by 
the quantity of dirt swept up. Two other men follow in each 
gutter, and, with ordinary birch brooms, sweep clean the inter- 
vals between the piles and clean out such angles as the sweeping 
machine itself cannot reach. Finally come one-horse carts, with 

two men to each. 

One of these men 
shovels the dirt into 
the cart and the 
other assists him in 
filling his shovel by 
handling the special 
carter's broom shown 
in Fig 218. 

In Boston (in 
1885) all street clean- 
ing was done by the 
city with its own 
men, horses, and 
machines. The work- 
ing force consisted 
of 181 men (87 being 
sweepers), 34 carts, 
10 sweeping - ma- 
chines, and 6 water- 
ing-carts. With this 
force an average of 
185 miles of streets 
were cleaned each 
week. All principal 
streets were swept 
daily, and the others 
twice a week. The 
quantity of street 
dirt removed in tha year mentioned was 92,180 en. yds., and the 
amount paid out in the year for labor was $97,380,10. 

The wages paid per day in 1885 were as follows : Teamsters, 
♦2.10 ; teamsters' helpers, $2.03 ; drivers of 8 weeping- machines,, 
$2.10 ; sweepers and their helpers, $2 each. The men employed 
were selected for their fitness only, young married men having the 



,,1.1 



Fig. 21T.— Mohitob Sprinkler. 



Fio. ZIS.— Teahstrr's Broom 
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preference. At the time this Boston article was prepared, the 
Superintendent in charge of this department had been in office 
over 20 years, and the permanency of employment for good men, 
inaugurated by him, had made positions in the department so de- 
sirable that, having many to select from and being free to choose 
for himself, only the beet of the applicants received appointments. 
This method of handling a city office is so rare at the present 
day that the Boston method, here described, is worthy of especial 
note. Whether that city conducts its work now on similar lines 
is not known. 

The daily cost in 1885, without a driver, was $2 for watering- 
cart ; $4.40 for a one-horse sweeper, allowing for one horse in the 
morning and another horse in the afternoon ; $4.75 for a two- 
horse sweeper, using both horses all day, and $2.10 each for ash 
carts and offal wagons. 

For the purpose of itemizing the cost of street cleaning in the 
summer season the following figures were deduced from the actual 
records of the department for cleaning a street 66 ft. wide be- 
tween curbs and over a length of 8,385 ft. The total time occu- 
pied in cleaning this area of 553,410 sq. ft was 2 hours 45 
minutes : 



o o 
t 



1 
1 

3 

3 

6 

12 

8 
8 
8 



Glass of labor. 



Watering-cart 

Driver 

Sweeping-machines . 

Drivers 

Men with hoes 

" " brooms. . . 

Carts 

Teamsters 

Teamsters' helpers., 



Cost per 


Total 


hour. 


hours. 


$0.20 


2.75 


.21 


2.75 


.44 


8.25 


.21 


8.25 


.20 


16.50 


.20 


33.00 


.21 


22.00 


.21 


22.00 


.2(^ 


22.00 



Total 
cost. 



S0.55 

.67« 
3.63 
1.73^ 
3.30 
6.60 
4.62 
4.62 
4.441 



Total cost of sweeping 553,110 sq. f t $30.07f 

At the above rate the cost of cleaning per 1,000 sq. ft. was 
$0.054 ; or one mile of this 66-ft. street cost $18.81i to clean. 

In Providence, K. I., all street-cleaning work is also performed 
by the employees of the city department. The work here is 
divided into three divisions, viz. : Paved streets swept by a daily 
patrol, paved streets swept by horse machines, and unpaved 
streets. The streets swept by the daily patrol lie in the center 
of the business portion of the city and aggregated in 1885 
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about 117,711 sq. yds.; those swept by machines, about 341,214 
sq. yds., are each cleaned once a week, and a gang with two two- 
horse sweeping-machines are at work every night when the 
weather is favorable ; the cleaning of the unpaved (macadam or 
gravel) streets, aggregating about 88 miles in length, is performed 
by one gang that averages about 9 circuits a year over this 
length of streets. Main thoroughfares, however, are cleaned 
oftener than this when required. 

The streets of Washington, D. C, were (in 1885) cleaned hy 
contract at the rate of 28>^ cts. per 1,000 sq. yds. for sweeping, 
cleaning, and disposal of sweepings. It should be remembered, 
however, that Washington at that time had only 175,316 ^q. 
yds. of granite pavement out of a total of 719,796 sq. yds. ; the 
rest of the pavement was asphalt, with a small area of asphalt 
block. 

Snow Removal and the Use of Salt for t?iis Purpose in 
Paris. — In an article on *^ Street Cleaning in Paris, ^' Mr. H. 
ViVAREZ says that it is only since 1870 that any exact regula- 
tions have been adopted fixing the relative proportion of work 
to be performed by the city and the citizens in removing snow 
and ice from the streets. The snow is heaped up by individuals 
and by the scavengers, and is then removed by contract at a fixed 
price per cu. metre. 

By its charter the Compagniedes Omnibus h obliged to furnish 
50 carts, with two horses each, for this service. The price paid 
in each section for hauling is fixed by the length of haul to 
point of discharge. The quantity is arrived at either by an esti- 
mate of the heap, or by the capacity of the cart. 

When a thaw takes place the hydrants are opened, and both 
brooms and sweeping machines are used to sweep the melting 
snow into the sewers. In 1879-80, M. d'Ussel introduced the use 
of salt, in an unusual fall of 10 to 14 ins. of snow. He treated 
210,000 sq. yds. of roadway with 55,000 lbs. of salt, with excel- 
lent results. The salt was scattered by a man from a barrow ; 
and the proportion used for 1 to 2 ins. of snowfall was 0.37 lbs. 
per sq. yd. If the depth of snow amounted to 6 or 8 ins. the ap- 
plication was made twice and the surface snow removed in the 
interval. 

With salt at 2 cts. per lb. (including the octroi and state- 
tax) the cost of applying it to the streets, in the above proper- 
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tions, was about J cent per sq. yd., which is about one-half the 
cost of sanding the streets of Paris. An attempt to substitute 
the cheaper chloride of calcium for the salt was abandoned, 
owing to its acid reaction and because it stained the clothes of 
pedestrians. Between Dec. 8, 1885, and Jan. 25, 1886, snow 
fell in Paris seven times, in each case to a depth of 4 ins. Thanks 
to salting, the snow, in each case, was removed the same even- 
ing and traffic was uninterrupted. The salt amounted to 1.7 per 
cent, of the snow by weight. The actual cost of snow removal 
by salt, in the month of January, 1886, was $71,300 ; whereas 
by the ordinary method it would , have cost, in Paris, more than 
♦300,000. 

GARBAGE REMOVAL. 

The removal of ashes, garbage, etc., in the city of Boston is 
one of the duties of the department presided over by the Super- 
intendent of Health, an of- 
ficer appointed annually by 
the Mayor, and who is also 
responsible for the cleaning 
of streets, city catch- basins, 
etc., as already described. 

Id the removal of this 
refuse one of the first re- 
quirements of the city or- 
dinance is that no ashes 
or house rubbish shall be 
mixed with the animal or 
vegetable waste usually called 
'^swill.^^ The two classes 
of refuse must be kept sep- 
arate; the ashes generally 
in metallic tubs, to guard 
against danger from fire, and the swill in tight vessels. These 
receptacles '^ must be located in an easily accessible place ^^ on 
the premises, and in Boston this is usually in the yard. The city 
scavengers must remove them from the yard and return the empty 
vessels to their proper placie. 

The swill is removed daily from all hotels, markets, restaurants, 
and other points of rapid accumulation. From dwelling-houses 




Fig. 219. 
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it is taken away three times a week iu summer time and twice a 
week in winter. 

For the purposes of collection the city of Boston is di- 
vided into 49 districts, to each of which is assigned one swill 
wagon, a driver and a helper. With each wagon are two 
offal buckets (Fig. 219) in which the swill is transferred from 
the house receptacle to the wagon. The chisel shown on the 
same figure is used in chopping frozen matter from the house 
tubs. 

The swill wagons have a thoroughly water-tight body, contain- 
ing about 64 cu. ft., and are closed on top by tight, hinged wooden 
covers. There is absolutely no dripping from them or offensive 
odor, and they are thoroughly washed inside and out after dis- 
charging each load. 

The collection is made during the whole day, up to 5 p. m., 
and the daily average of each wagon is from two to three loads, 
depending upon length of haul. The swill is taken to one of 
three city depots, in Boston, Roxbury and Charlestown, and is 
there dumped out on tight, raised platforms, where it is sold to 
farmers, who remove it. The prices paid for this swill varied in 
1885 from $4 to 16 per '' cord '' of 128 cu. ft., the price depending 
upon the distance the farmer had to haul it ; the nearer to his 
farm the higher the cost. 

In the oflBcial year of 1884-85 the city of Boston employed 
in this service 108 men and 49 swill wagons. This force collected 
in the year 28,520 loads, or, averaging the load at 60 cu. ft., a 
total of 63,400 cu. yds. of swill. The sum of 187,691.93 was ex- 
pended for labor, and the amount realized from the sale of swill 
was $36,420.52. 

For the collection of ashes and house dirt Boston is divided 
into 76 fixed routes, to each of which is assigned one one-horse cart, 
a driver, and a helper. This class of refuse is removed from hotels, 
tenement-houses, and stores twice a week and from dwelling- 
houses once a week. 

The ash carts have a capacity of about 44 cu. ft., and they 
must be covered with canvas while passing through the streets. 
The city employee must remove these ashes, etc., from the re- 
ceptacle in the yard, but is not required to go up stairs for it. 
The usual practice is that, while the driver is taking a load to 
the city dump, his helper remains on the route and transfers the 
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ash tubs to the street ready for the next load. Each cart makes 
from 6 to 8 trips per day. 

Whereas this refuse was for yeara utilized in filling in the low 
lands about Boston, these places of deposit are fast decreasing 
iu area and number. Of late yeara the Barney dumplng-acow 
(Fig. 220) has been used for taking this rubbish out to sea. 
This is the same scow employed by the New York authorities in 
the removal of city refuse. The price of one of these scows (in 
1885) was $12,000, and $1,500 annually as a royalty. 

This patent dumpiug-boat is 110 ft. long, 28 ft. wide, and 13 
ft. deep. Its carrying capacity is about 500 tons, and when 





Fia. 220.— Barnbt Ddhpiho Soow. 

loaded it draws about 9 ft. of water. It is thoroughly seaworthy 
in construction, and two men will dump the load, wash out and 
close the boat, and be ready to return to port in from 5 to 10 
minutes. 

The illustration shows two strong half-hulls, or pontoons, se- 
cured together at each end and in the middle by heavy bridgea 
hinged to its outboard shell. The storage hold is V-shaped. The 
fastenings at the three bridges are operated from one center wheel; 
and as soon as these are released the load forces the pontoons 
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apart and escapes at the bottom, and the empty pontoons anto- 
matically close, the movement being about one-eighth of a circle. 
An official report of the Boston Board of Health stated that 
between June 1, 1884, and April 1, 1885, one of these scows had 
carried to sea and dumped 14,823 *^ loads/^ The board estimated 
that the saving to the city in horses, carts, and labor due to this 
change in method of disposal was 125,000 for the period named. 

Catch -basins are cleaned by this same department as before 
mentioned. In this service a wagon is used, built in every re- 
spect like the swill- wagon before described. With each wagon 

are three men, one of whom fills the 
bucket (Fig. 221) at the bottom of 
the basin ; another hoists the bucket 
by the hook, shown in the same cut, 
and the third empties contents of 
the bucket into the wagon. The 
material thus removed is usually 
hauled to one of the city dumps and 
covered with ashes. 

In Washington, D. C, garbage 
removal is performed by contract — 
daily from hotels, etc., and from 
dwellings three times a week in 
summer and twice in winter. The 
contractor is required to collect the swill or house refuse in bar- 
rels having a tight-fitting cover, and these are carried away on 
a low-hung wagon. 

Vault Cleaning. 

The cleaning of vaults in the majority of American cities is 
performed by the so-called " Otis odorless excavator, ^^ built un- 
der patents controlled by Keyser & Painter, No. 44 Holiday 
St., Baltimore, Md. This company makes yearly contracts 
with a city and usually performs its work under the control of 
the Board of Health. 

The regulations for the city of Boston will sufficiently outline 
the terms and conditions under which this service is performed. 
These are as follows : 

The contracting company has the exclusive right for the con- 
tract period of removing the contents of all vaults in the city. 
The city receives and forwards all applications for cleaning, and 
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Fig. 221. 
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the contractor may demand from the owner ot the premises the 
Bum of t5 for every load of 80 cu, ft, remored, and the same sum 
if the vault contains less than 80 cu. ft. The contractor may 




demand a deposit of money from the citizen to secure his fee. 

This work is now most generally carried on in the daytime, 

without any offense whatever. The " excavator " is simply a very 

strong, air-tight, cylindrical tant mounted on wheels, with a 

capacity of about 80 cu. ft. This tank is connected with the 

18 
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vault by a substantial suction hose admitting of a range of 150 ft. 
An air-pump on the tank provides the vacuum necessary for trans- 
ferring the contents of the vault to the tank, and the gases are 
rendered inoffensive by passing them through a chemical com- 
pound, of which carbolic acid is the base. Stout barrels, with 
lids fitting tight, with screw-clamps and a gasket, are used in 
handling the more solid matter. 

A modified form of apparatus made by the same company is 
shown in Fig. 222. This is a profitable machine used in connec- 
tion with barrels. The chief novelty in this device lies in the 
form of the valves, which may be called upon to pass all manner 
of rubbish. This valve is made of soft, elastic, vulcanized rubber, 
with two flat pieces placed face to face and riveted along the two 
opposite edges. Its length is equal to about three diameters 
when open. 

One end of this valve is distended by and is securely fastened 
to the collar shown, by clamps and bolts. The straps or braces at 
the mouth of the valve are intended to directly guard the post, 
and to prevent the elastic pipe from being forced into the post by 
external pressure. The pump itself is cylindrical and single-act- 
ing, with one fixed and one movable valve, the latter being oper- 
ated by the two side stems shown, passing through stuffing- 
boxes. 

As this valve is essentially a collapsible tube of greater length 
than diameter, and with one end permanently distended, any ob- 
ject that can pass through the induction opening must either pass 
through the inboard end of the valve or be held tightly on the 
valve (as shown in one of the cuts) until the inner end opens on 
the next stroke. The manufacturers state that in one case a large 
rope about 40 ft. in length was *^ pumped through with the 
greatest facility/^ 
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Diagrams of Hydraulic Formulas. 

The hydraulic diagrams in the present edition were coDstructed by 
Messrs. Adams and Gtommell, and, with several others, appeared as an 
inset in Engineering News of April 27, 1893. They are intended to 
take the place of the diagram compiled by J. Lelaod Fitz<;erald. M. Am. 
Soc. C. E., which was reproduced in the first edition, but which 
necessitated the insertion of a large folding plate. 

These diagrams will not serve lor all sewerage calculatioDs which may 
be necessary, but should be taken by the engineer as a guide or indication 
of the manner in which other diagrams may be constructed to m«et 
various conditions. For instance, diagrams for an elliptical section, or 
four-center ellipse, are often required. Then again, in practice it is desir- 
able to have such diagrams on a larger scale than could be conveniently 
shown here. The engineer may also have some preference for the manner 
of indicating the slope ; an extremely useful way is to show it as a per- 
centage of the length, i, e., a fall of a certain number of feet per hundred. 
The discharge is given by these diagrams in cubic feet per minute, but it 
mi^ht perhaps have been better to have given it in cubic feet per second, 
which is the method generally adopted. 

It must be borne in mind that although these diagrams are only in- 
tended to give ** approximate" results, yet in practice no serious inaccu- 
racy can be caused by their use, as any slight errors in plotting or draw- 
ing are well within the limit of error in the formula itself. 

The following references to hydrauhc diagrams which have appeared in 
Engineering News may prove useful to the engineer: ** Diagrams of Vari- 
ous Hydraulic Formulas for Approximate Use," compiled by J. Leland 
Fitzgerald, M. Am. Soc. C. E., Sept. 6, and (correction) Sept. 13, 1890; 
"Flume and Ditch Diagrams." by A. L. Adam^ (of Adams and Gemmell), 
Feb. 13, 1892; ** Diagrams for Flow in Pipe Sewers," by Prof. A. N. Tal- 
bot, M. Ajn. Soc. C. E., Aug. 11, 1893. 

Reference may also be made to the sewer diagrams designed by Rudolph 
Hering. M. Am. Soc. C. E., given in his paper, '* The Flow of Water in 
Small Channels," which may be found in Vol. VIII , Trans. Am. Soc. C. 
E., 1879. 
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Plate I. Dincharge and FelocitB of Floie in P(pe Sewera from Ol/ieha to 21 
IiKhea in Of jnu^er.— Ttiere are toor dlSereat ploCtlDca on thij pi iCe, oambered for 

reterencaos Uiagrjms 1. i!, 3 anJ I. All QAve b;aa cojipuud bj' Kat[«r'afarniala, 
nslng the cosfflcient of rouzhnesB " X " = 013. In Diagram 1 tbe Isolioatioii of 
Slope, eipreasei] as oie la 2^0. 3U0, eU).. hiving been t,ak[;n OQ ibe lett-himd yertlcal 
scale, tbe dlsoharge in ooDic lose per [i]iiiul« may be luuudoa tne lop horizooDal 
srale. In Diagram 2, Lbe Inclination being taken on tba left-band rerCicaJ HCate, tbe 
dleoha-fte in cnblc feet per mlaate may be found on the bottom bar JzontAl acale. 
In DiaKramr 3 and 4, the discbaige In cubic feet per mlnate bariuB been Ukea od 
tbe rJKht band verllual soiloa. [be velocitr m lest per mlDiita ma; beloundOD 
tbe borf&lntal cale. U It be desired u> ase tbe •■oefflcleni " N " = aOli. tban IK 
sbonld b* aiided lo tbe results obtained bf the dliKrami. 

Plate 1, Diectiarge and VclocUu in Circidar Seioera Flowing F'aU.— There are 
two ploCtluKS OQ tbjs plate: Diagram 1 tor discbartte. and Diagram 2 for Telocity. 
Tber bave been computed \>j Kuiter's formnla, nsioK " N " = dOK. In DiaKram 1 
Cub Ft.twr Min.DiechonaefbrDiaa.l. 



PLAIB 1. DlBCHtRQIC INP VELOtTTTY OF FLOW tH 6 TO St IN. PiPB SlWERS 

th* Inclination beinR ti ken on the naht hnnd vertica] bcbIb, the dlaohante. in en Wo 
feetpermlnute, ma; be round OD lbe bottom horizontal scale. Dlajiram 2: Chedle- 
cbanra, in cubic feet per minute, beiax taken on tbe left-hand vertical scale, the 
vplocitf, infest per minute, mar b« found on the top horicoDlat scale. Uitis 
desired to u»e the coefflclent "N" = OMtt. then iSf shoald bo deducted from the 
leenttB obtained from the dJaxriiaiB. 

Pt-Ue 3. Discharge ani Vtlo-Uy in Esa-'haried SeaierB Flovtlno Fvll, —"Vb^Tt 
ar! twoDlottlngBon thii plaie: Diagram 1 for dlBcbarae. and Diagram I for Telo- 
city . They have also been computed from Katter'g formnla. nslng "N" = 0.013, Id 
DiaKram 1 the InollnHtion beinji lakes i n tne rinht-band vprHcal scale, the discharitB 
In cubic feet per minate mar be found on tbe bottom horizontal scale. In niaRrnm 
e, Che di-charBB, In cubic feet per minute, bolne taken on the left-hand vertical scale 
the velocity, in feet per minute, may be fonnrl on the top horliontal scale. If It Is 
deilred tnnae thecoefflcleot "N " = 0.015, then Iftt sbonld bededncted from tbere- 
■alta ohtaiaed by the diagrams. 
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FLbTB 2. DlSCBARGB AND Vl-LOOlTIf IN ClBOULAB SSWBHS FLOWINQ FULL. 
WBiitv In Ft. pw Mill .fcr Diaq. B . 



Plate 3. Dischabob and Tklocitt m Eoq-Ssaped Sewbbb E^wino Fell. 
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PlaUL. Balioti^VtlocUyaitdVoluTiieofSaBertPartiaUv P'ftU to the Bame 
trAen.PH(U.— TberullllDeeonltiiB Diagmn refer to drcnJar seiren. lad the dotted 
UneiUien^&ped Mirera. Tbecarrm bave beeneompated bj Katter'a later for- 
mnla, wblcb allaws fori be decrease ot the trictlaoal coeffldeut u the meao radlns 



irorihe sewer and the Tolnme of dtscbarKe (uid 
velocItT ot flow with the sewer ruDDian Cull are all takea as nnltr- It the ratio ot 
tbedepth otfloirtothe sewerdlameterbe found cm thevertlcal scale, thenon the 
borlzoDtal scale ma; be fonnd tbe ratio ol velocity and also of rolame at that depth 
to tbe Eome when the sewer U flonlus full. 
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Seweb Qbades. 



Page 1, Second Pabagraph.— The proper grades of sewers and house 
connections given on pages 1 and 2 are subject to oonsiderabie modifica- 
tion in many places, owing to local conditions. For instance, in the main 
drainage system of London, the high level sewer on the north side of the 
Thames, varying from 4 ft. to 9i by 12 ft. in size, has a quite rapid fall, 
ranging from 1 in 71 to 1 in 876 at its upper end and from 1 in 1,820 to 1 
in 1,056 at its lower end. One of the storm water sewers of Duluth, 
illustrated in ENQINBERI^*G News of Oct. 25, 1890, has a fall of from 7^ to 
12^ per cent This sewer is from 40 to 48 ins. in width, with an invert of 
granite blocks laid in Portland cement mortar, and was reported by 
Hering and Bosewater to be an excellently planned and exf'cuted piece 
of work. The same engineers recommended that the minimum fall of 
house drains be restricted to 1 in 48 in that city, while the plumbing and 
drainage regulations of Brooklyn, N. Y., require a fall of at least one-half 
inch to the foot As regards drains, it may be assumed that a 4-in. pipe 
laid at a grade of 1 in 24 will safely carry oH the wastes and rainwater 
of about 2,000 sq. ft. of roof area. 

Sewage Puicfs. 
In the second paragraph on page 5, the subject of pumps tot use during 
high water in the river or other recipient of the sewage, when the outfall 
sewer would be choked, is briefly noticed. An interesting installation for 
such a purpose was recently made at Winona, Minn.« by Urban H. 
Bbougbton, Assoc. M. Inst. C. E. This city is situated on the right bank 
of the Mississippi Biver and has a population of about 18,500. During 6 
car 8 months of the year the sewage flows readily from the outfall newer ^ 
bat during the remaining months, the river rises and the discharge is 
checked. Instead of putting in steam oriras pumps for u^e at such sea^ 
SODS, Kr. BBOUGHTOif used two Shone ejectors, illustrated on page 104, 
opeiated by an air compressor In the pnmpbouse of the water-works de- 
partment, which is located about 1.000 ft from the ejector stat]i>n, Abcnit 
4i miles of sewers, principally S-in^, were laid to drain an area of 220 
acres. In this manner the expense of an independent pamptng i^nt and 
1 be necessary attendance was much reduced. 
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Consumption op Water in America. 
The remarks on the consumption of water in American cities, given on 
pa^e 0, require a little explanation. From the '' Manual of American 
Water- Works/' it appears that the consumption in a number of Ameri- 
can cities is as follows : Allegheny, 238 gallons ver capita ; Baltimore, 
94; Boston, 80 ; Buffalo, 186; Cambnd;ze, 64 ; C imdpn, 131 ; Chicago, 
140; Cincinnati, 112; Cleveland. 103: Columbus, 78; Day^on, 47; Detroit, 
161; Fall River, 29; Indianapolis, 71; Jersey City, 97; Kansas City, 71; 
Lowell, 66; Louisville, 74: Memphis, 124; Milwaukee, 110; Minneapolis, 
75; Newark, 76; New Orleans, 37; Omaha, 94 ; Paterson, 128 ; Philadel- 
phia, 132; Pittsburg— company, 153; public, 144; Providence, 48; Read- 
mg, 75; Richmond, 167; Rochester, 66; St. Paul, 60; St. Louis, 72; San 
Fran' isco, 61; Syracuse, 68; Toledo, 72; Trenton, 62; Troy, 125; Wash- 
ington, 153; Wilmington, 113; Worcester, 59. With such a wide varia- 
tion as this, the necessity for carefully investis:atiug the consumption of 
each city is self-evident. S »me of the cities are reducing their per capita 
consumption. Detroit, for example, introduced meters in 1888 and 1889, 
and has decreased its total pumpage although over 7,000 additional 
famihes have been supplied from the mains. 

Raikfall. 

The table at the bottom of page 16 is condensed from an interesting 
essay on the relation between the density of population and the amount 
of impervious surface in cities, appended to a report made in 18>J9 by Mr. 
Fmil Kcichlino on a proposed trunk sewer for Rochester, N. Y. En • 
gineers interested in the subject are referred to the paper, which is too 
long to reproduce here. The conclusions are that with a population of 
25 per acre, 25 percent, of the ground may be assumed as impervious and 
the discharge from the remaining 75 per cent, neglected ; with 82 persons 
per acre, 33 per cent. ; with 40 persons, 43 per cent. ; and with 50 persons, 
53 per cent. These results were obtained by measuring the discharge 
from different classes of surface, such as roofs, pavements, roads and 
highways, and thea determining the amount of each class of surface with 
the different densities of population. Finally the equivalent in imper- 
vious surface of each of these classes was computed and the results added. 
A rather common rule in the New England States is to assume the 
maximum rainfall as 1 in. per hour and design the sewers to carry off the 
rain falling on one-seventh of the area under consideration, without 
taking into account the considerations elaborated in {Muragraph c, page 15, 
and shown graphically on page 17. 

Run-Off. 

Several inquiries having been made as to the original treatment by 
Prof. Baumeister of the subject of run-off, which was given in a consid- 
erably condensed form in the first edition of this book, the following 
translation is printed here. The condensed statement is retained in the 
body of the book, however, as it is sufficiently clear for the purposes of 
the engineer; it will be found on pages 17 et seq. : 



'3 0: 

Ltrrr 



aj. 



lift- 

NIT 

73- 
t 

a 



c 



APPENDIX. 281 

" Baerkli has worked backward from an empirical formula employed by EoRlish 
enorineers for determining the size of sewers and finds the following relation between 
the rainfall. It, and the volume of run-off, A : 




Here F is the drainage area in hectares, G is the grade of the sewer per mille, 
and 0.5 corresponds nrovisionally to the coefficient a; [see page 16]. This expression 
ri :'. is open to the objection that the giad<> of the sewer has nothing to do with the occur- 

rences outside ic, and the grade of the drainage area corresponds more with the 
Itroper value of O, In American formulas, assuming G to designate the average 
nelination of the drainage area, the following forms occur as che value of the re- 
lation: 



%v%- 





These appear to have been deduced experimentally in order to give "practical" 
widths to the sewers. From the point of view taken as a basis of the Bubrkli for- 
mula, the relation between the rainfall and the run-ofl^ that is to say the relation 
between the retardation of flow from tracts of different areas, is 




^' " In order to investigate the matter theoretically, we start with the interval of 

time whicti it will take a material point to run down a straight line of length Mn- 
clined at an angle of a degrees. Leaving out of consideration the influence of fric- 
tion and denoting the acceleration of gravity by g, this interval of time is 



V2l-i-'g Bin a. 



[ If now under I is understood the length which a raindrop must pass in moving from 

the limit of the drainage area to the sewer, it is evident that the time which it will 
take to reach the sewer from the limit of a drainage area of any size is proportional 
to the square root of I. By the geometrical properties of similar flgures. this length 
I is proportional to the square root of the drainage area. If. Hence the retardation 
is really inversely proportional to the fourth root of the drainage area. This corre- 
sponds fairly well with most of the observations, although for the cloudburst noted 
in the table on page 13 as occurring at Budapest the form 



-; 



is more accurate. This ratio was adopted by Brix in the prepeuration of plans for 
the sewerage of Wiesbaden, where the drainage area, like that on the left bank of 
the Danube at Budapest, has a be«vy grade. For areas of less extent than 1 ha. the 
value of y should always be 1. 

"From the heavy rainfall at Dresden, noted in ^he table ou page 13. Mank has 
deduced an empirical value of y. Since the run-off from an area of infinitely small 
extent will equal the raintall, he assumed that for F equal to O, y equals 1. It was 
found by direct measurement that for an area of 80 ha, y equaled 0.22. 1 hese two 
values were plotted and the assumption was made that the run-off from areas of 
more than 80 hectares would be governed by the same coefficient, y, as that from an 
area of bO ha. A flexible rale was then made to pass throagh the two plotted iwints 
and be tangent to the straight line passing through the coefflcienr. for 80 ha. on 
the diagram. The curve thus drawn is manifestly an arbitrary settlement of the 
problem, of questionable value. This is clearly shown in Fig. 2, where the curve is 
plotted with others. The ordinates stand for the values of y- 

" The carve of Bukrkli certainly is most to be trusted. It was used recently in 
Mannheim, while in Chemnitz and Freiburg the Mank curve is used. It will be 
readily seen from Fig. 2 that there is an error made when it is assumed th»t the 
same coefficient of retardation may be used for every district of a city. A distinc- 
tion should at least be drawn between sewers for small areas and large trunk sewer**. 
Evidently in the case of the latter the most accurate course is to compute the flow 
and time of flow in the branch sewers, and then add them in proper order. Such a 
process is, however, tedious and inaccurate for branch sewers. 

** From observations in Rochester, Kuichltno has proposed to regard the coef- 
flcient y not as dependent on the area i^, but as a function of the duration of the 
rain, ^; ne places y equal to at, where a is a constant. This formula is said to apply 
to all caaes where the time of the rainfall is shorter than the time it requires for the 
ground to become saturated and the rain to reach the sewer from all parts of the 
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drainaffe area. For rains lastinsr not more than one hour^t has heen found that In 
Rochester R equals [b—ct\, where h and c are constants. Hence in this case 

A = xyRF = x Fa < (6 — c t). 

This expression reaches its maximum value for t equal to \b — 2c\. From the obser- 
vations in Rochester of all rains lasting less tban one hour, the constants are such 
that a rainfall lasting 51 minutes gives the greatest run-off and is therefore the 
most important in sewerage calculations. 

"Experiments are still wanting which will show what is the Influence of the 
slope of the drainage area on the quantity of storm water reaching the sewers. It 
may be taken into account by a sui t^able selection of the rate of rainfall and by a 
reduction of Che amount of run-off from level ground. The rates of precipitation 
selected by Bubrkli show that the maximum run-off from steep ground may be 
twice that from flat areas. Moreover, it depends in a high degree upon the general 
form of the drainage area and on the direction of the streets." 

Clay and Cement Pipe. 

Page 29, Second Paragbaph.— The remarks of Prof. Baumeister con- 
cerning clay and cement pipes require some comment. Their use is so 
extensive in this country that the following table of sizes and weights, 
furnished by Blackmer & POST, will be more in accordance with Ameri- 
can practice: 

STANDARD SEWER PIPE. 

Diameter, ins 3 5*8 10 12 15 18 24 SO 

Weight per fc, lbs 7 12 24 S3 42 58 80 125 220 

DOURLE STRENGTH CULVERT PIPE. 

Diameter, ins 12 15 18 20 22 24 26 28 30 

Depth of soclcet, ins 3 3 3 3^ 39ij 4 4^ 49^ 5 

Thickness, ins m 1^ \M 1^ iVe 2 2V« 2% 2H 

Weight per ft, lbs 48V2 68 100 125 148 180 210 250 300 

This pipe is all made in sections 2^ ft. long, and this length, as well as 
the depths of the sockets, was only adopted after a number of engineers 
had advised these dimensions rather than the smaller ones formerly in 
use. The thickness of the standard sewer pipe is uniformly about one- 
sixteenth the diameter. See Engineering News foi* Feb. 6, 1892. 

Size of Sewebs. 

Page 40. ~ A series of valuable diagrams for use in determining the 
proijer size of sewers will be found in a paper by Rudolph Bering in 
Vol. 8 of the Transactions of the American Society of Civil Engineers, 
while a voluminous collection of tables is given in P. J. Fltnn's volume 
entitled ** Flow of Water in Irngation Canals, Ditches, Flumes. Pipes, 
Sewers, Conduits, etc." Both diagrams and tables are based on Kutter'b 
formula. 

Flush Tanks. 

Page 77.^The use of flush tanks is becoming so general in the United 
States that the descriptions of Professor Baumeister require supple- 
menting. The Rho ADS- Williams s*phon, design d by the late Williah 
G. Rhoads, of Philadelphia, and Benezette Williams, of Chicago, 
jointly, consists of an annular intaking limb and a discharging limb 
terminating in a deep trap below the level of the sewer. As will be seen 
from the cut, below the permanent water line in the discharging limb, is 
connected one end of a small blow-ofif, or relief trap, having a less depth 
of seal than the main trap, the other end of which joins the main trap on 
the opposite bide, at its entrance to the sewer and above the water line of 
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the trap. At the same pr'iut ia connected anupriKfat vent pipe which riges 
through the tank to a point above the high water line, and is turned 
down through the top of and into the intaking limb of the siphon, temii- 
natinK at a given point above its bottom. As the tank fills (the main and 
blow-off traps being full) the water rises In the intatoDg limb even with 



RhOIDB-WiLUAUB iJIPBOH. 

the level of the water in the tank, until reaching the end of the vent pipe, 
a volnme of air is coofined in the two limbs of thesiphon between the 
water in the intfikLiig hmb and the water in the main trap. As the 
water rises higher in the tank the confined volume of air is compr>«sed 
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and the T^ater is depressed in the main and in the blow-ofif trap. This 
goes on until the water in the tank reaches its highest level above the top 
of the intaking limb, at which time the water is depressed in the blow-off 
trap to the lowest point and the confined air breaks through the seal 
carrying the water with it out of the trap and releasing the compressed 
air. In this manner the siphon is put in action, which continues until 
the water in the tank reaches the level of the intaking limb, and air is 
admitted throu;;h the vent pipe. 

The weils of the tanks should be at least 8 ins thick, and the surround- 
ing earth and concrete thoroughly consolidated about the pans of the 
siphon. The discharging end of the siphon should be set at least one-half 
the diameter of the sewer higher than the grade of the sewer. The siphons 
can be made of any desired size, but the fallowing are most usually em- 
ployed: 

Capacity of lOO 
ft. of sewer, 
cubic feec. 
2f) 
35 
55 
79 
122 

The Rogers Field siphon illustrated by Prop. Baumeister has been 
materially changed by Col. George E. Waring, Jr., and its form, as 
now extensively used, is shown in the accompanying cut. The discharg- 
ing limb terminates m a weir chamber, which, when full to its overflow 
point, just seals the limb. Over the crest of the weir is a small siphon 
whose function is to draw the water from the weir chamber and thus un- 
seal the main siphon, performing the same work as the vent pipe in the 
Rhoads-WHiLIAms type. 

The siphon designed by Andrew Rosewater and described in Engi- 
neering News of July 17, 1 8:i6, is also in extensive use. The Van Vranken 
tank, described by Prop.Baumbister, has been employed quite widely by 
Staley and Pierson in the separate sewerage systems designed by 
them. 

House Plombing. 

Page 80. — The portions of Chapter X referring to house plumbing oy 
no means accord with standard American and English practice, concern- 
ing which Hellyer's " Lectures on the Science and Art of Sanitary 
Plumbing " may be safely consulted. 

Ventilation. 

Page 80, Last Paragraph. — Recent investigations apparently indicate 
that the direction of the wind at the openings of a sewerage system has 
a greater influence on the circulation of the sewer air than would be in- 
ferred from Prop. Baumeis ter's wurds. 

Page 89. — A ventilatiog device known as the * 'Keeling Sewer Gas Ex- 
hauster and Destructor " was introduced in England in 1886, and has 
since been used in several places in that country. It will b^ made clear 
from the following description written by City Engineer H. Percy 
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BocLNOis, of Liverpool: ** The apparatus consistB of a hollow column 
surmounted by an ordinary street gas lantern, the column bemg perfor- 
ated with slots just below the lantern. The base of this column is con- 
nected with the sewer by ordinary 6-in. drain pipe. The destructor is 
placed in the base of the column, and consists of an atmospheric gas burn- 
er. The gas is admitted from below, and just at the point where the 
gas pipe joins the jet of the burner is inserted an ordinary No. 6 Bray's 
gas jet. This is not lighted, but it acts as a regulator, as not more than 6 
ft. per hour will pass through and be consumed under ordinary pressures. 
Above the atmospheric burner is an inverted fluted cone of cast-iron, 
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which becomes intensely heated when the gas is lighted. This cone is 
encased in an iron cover to prevent the loss of heat. Above this are 
other cones and fluted passages, all of which present a large area of 
heated surface. The sewer gas enters from below and passes up through 
and around the burner; while some of it is immediately burned, the whole 
of the remainder must come into contact with the hob iron cones, and be- 
fore it passes away into the upper part of the shaft is deprived of all vital 
particle, injurious to health." The cost of gas for this device is stated to 
be from $85 to $30 a year, and this fact, coupled with the generally innoc- 
uous character of air in well designed and built sewerage systems (see 
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page 80), leads the editor to doubt the value of the apparatus except in cer- 
tain special places; for example, over the underground public conven> 
iences in use in many European cities. 

With regard to the ventilating fans mentioned on page 89, they were 
tried in Liverpool, proved a failure and are now discarded. For further 
information on this point see the article in ENGiNiiiEBiNO News of Oct. 
25, 1890, on the sewerage of Liverpool. 

POIXUTION AND SkU-PURIFICATION OP RiYERS. 

Page 118. Note to Second Pabagbaph. — The pallution and self-puri- 
fication of rivers are debatable questions and will probably remain unde- 
cided for many years to come. One important fact, however, must not be 
lost Eight of in these discussions, viz. : it is the amount of impurities in 
the sewage of a town, rather than its total volume, which should be made 
the basis of calculations. This view of the matter, prominently advocated 
by Rudolph Hbring and recently recommended by Prof. Bauheister, 
mak<^s the population the starting point in investigating the pollution of a 
river, instead of the more usual assumptions based on the total quantity 
of sewage. 

Chemical Precipitation. 

Note to Last Paragraph, Page 125. — ^Too much importance cannot 
be attached to the proper adjustment of chemicals to sewage. This is 
plainly shown at the precipitation works at Worcester, Mass., fully de- 
scribed in Engineering News of Nov. 15, 1890. Here the sewage is ex- 
tremely acid owing to the waste sulphuric and hydrochloric acids from 
large wire works discharged into it. This acid appears at the precipita- 
tion station once every s z hours, and in sufficient quantity to render the 
sulphate of alumina, at first used, unnecessary. When the flow of acid 
is detected, a sutficient quantity of lime is added to the sewage to make 
it alkaline and it is then run into two of the precipitatmg basins, through 
which all the crude sewage during the remainder of the period of six 
hours is forced to flow. This process has resulted in a large saving of 
lime and alumina and has been found to give a better effluent than when 
the chemicals were added at regular intervals, in unvarying amounts. 

Two methods of treatment have recently been brought into promin«>nce 
in England since Professor Baumeister published his work. In one of 
these the sewage is mixed with a precipitant called ferozone, composed 
of 24. 64 parts of ferrous sulphate, 2.19 parts of aluminum sulphate, 3.3 
parts of calcium sulphate, 5.17 parts of magnesium sulphate, 11.35 parts 
of silica, 19.01 parts of magnetic oxide of iron and 32.34 parts of water. 
The sewage thus treated is then flltered thipugh a mixture of sand and 
polarite, the latter consisting of 53.85 parts of magnetic oxide of iron, 
5.68partsof alumina, 7.55 parts of magnesia, 25.5 parts of silica, 2.01 
parts of lime and 5.41 parts of water. At Acton this process has given 
great satisfaction and several other places have since adopted it. 

The other process is the indention of Herr Wollheih, and is known 
as the Amines process. The precipitant employed is a mixture of from 
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30 to 50 ^ains of lime and 8 grains of herring brine to each Imperial 
gallon of sewage. The process is especially intended to produce a com- 
pletely sterilized effluent and is said to be very rapid and complete. It 
has been used at Wimbledon for some time. 

The Websteh electric process, which has been in use at Crossness for 
some time, cannot yet be said to have proved commercially successful ; 
at least it is impossible to obtain authoritative statements of the cost of 
complete purification by this means, and until this is known it is unfair 
to draw any definite conclusions. Full particulars of the process will be 
foimd in ENGiNEERma News of April 13, 1889. 

Berlin Sewage Farms. 

Page 163, 14 Lines from Bottom. — By overflowed areas are meant the 
beds treated by intermittent flliration. In 1889-90 there were 5 334 acr. s 
at Berlin so operated, against 2,080 acres treated by broad irrigation. The 
total amount of ammonia abstracted by broad irrigation, which is only 
employed on grass plots, averages 98.87 per cent, during the year, while 
that .abstracted from the sewage by filtration averasres 97.82 per cent., or 
about one per cent. less. 

Page 163, 2 Lines from Bottom.— The receiving basins of Berlin have 
an area of 410 acres and vary in size from 5 to 22 acres. They are formed 
by embankments about 3 ft. high and 13 to 20 ft. wide on top. 

Top of Page 167.— The great extent of the Berlin sewaj^e farms and 
the favorable character of their soil make the operating expenses compara- 
tively small when contrasted with some other places. Iti 1889-90 there 
were four farms with a total area of 11,016 acres, which received sewage, 
while several otiiers were under prepaiation for such purposes. Of these 
11,016 acres, 2,080 were used for broad irrigation. r,334 for interinittent 
filtration; 410 for settling basins or reservoirs for sewage during the winter, 
and the remainder of the land was used for dwellings, roads and gardens 
with the usual methods of cultivation. The total income during the year 
was $340,770 and the total expenditures for maintenance and wages were 
$287,092. The average cost of the farms per acre has been $356 and the 
interest on this sum and the repayment of loans caUed for $241,386, which 
must be increased by $6,988 for loss in valuation. Hence the net loss was 
$194,686, or something over $16 per million gallons of sewage received. 
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Nature of 169 

Removal b^ chemical precip. 143 
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Brooms 181 
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Cast-iron sewers 28 
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Chemical precipitation. 
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Effluent from purifying plants. . . 142 
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Steam 201 
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Berlier system of removal . . . 212 

Cost of pail removal .... 208 

Disposal of . . . 214 

Liemur system of removal of. 209 

Pneumatic removal of 209 

Poudrette manufacture 218 

Removal 198 

Separation of 221 

Special treatment of 218 
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Peat 155 

Requisites of 152 

Size of 154 

Filtration 152 

And precipitation 154 

Results of 153 

Flow of water. 34,275 

Flushing. 

Automatic 68, 282 

Gates 73 

Manholes 70 

Small sewers 70 

Tanks, nee Tanka^ flushing . . 245 

Formulas, hydraulic 275 

Kutter*s 34 

Garbage. 

Removal 184, 269 

Storage 178 

Wagons 186 

Gases from vaults 224 

Grades of sewers 1, 279 
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age and river water 117 

Grease traps 64 
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erage 103 
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In submerged districts. 93 

See CcUchroasins, 

Irrigation, cost of 166, 287 

Nature of process 160 

Results of 162, 287 
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Irrigation fields, management of. 162 

Kequisites for. 160 

Sizeof 164,287 

Intersection of sewers 43 

Witli water mains 53 

Lime, as a precipitant 122 

Lamplioles 43 

Magnesia as precipitant 125 

Manholes 41, ?47 

Organic matter in rivers 114 

In street gutters 20 

In street sweepings 177 

Precipitated in tanks 142 

Removed by filtration 153 

Osmosis 96 
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Belief, see Belief outlets. 

Oxidation. 

Of organic matter in rivers. . 117 
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Peat as disinfectant 225 
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Pipes. 
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Bain, see Bain pipes. 

Plants for irrigation fields 161 

Pneumatic removal of excrement 209 
Pollution of rivers 112, 286 

Official reports on 190 
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Precipitating tanks, see Tanks, 
precipitating, 
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(Only the principal illustrations are indexed below; all others may be found by 
consulting the preceding index under the proper head.) 



Catch-basins. 

Berlin GO 

Boston 233 

Cast iron 237 

Frankfurt 62 

Heidelberg 61 

Karlsruhe 60, 62 

Louisville 236 

Paris 58 

Providence 232 

Stuttf^art. 63 

Washington 234 

Covers for manholes, 190, 243, 244, 

245, 246 

Filter Beds. 

Coventry 155 

Flushing, gates for. 

Danzif? 74 

Dusseldorf 73 

Frankfurt 73 

Hamburg 72 

Stuttgart 73 

Garbage wagons 186 

Pails 269, 272 

Inlets, street 232 

Brussels 60 

Hamburg 59 

Munich 50 

Wiesbaden 61 

Intersection of sewers. 

BerUn 47, 50 

Boston 24 

Frankfurt 43, 51 

Invert blocks 249 

Manholes. 

Berlin 41 

Frankfurt 42 

Heidelberg 41 

Philadelphia 248 

Providence 247 

Stuttgart 4^ 

Outlets, see also Belief outlets, 

Hamburg 92 

Munich 4 

Pumps for cleaning vaults. .197, 

.200, 273 

Rain pipes, traps for. 

Erfurt 66 

Karlsruhe 65 

Wiesbaden 56 

Relief outlets. 

Berlin 49 

Danzig 90 



Relief Outlets. 

Hamburg 91 

London 45 

Scow, Barney dumping 271 

Sewer sections. 

Altenberg 28 

Berlin 27 

Boston 238 

Bremen 26 

Cologne 25 

Dresden 30 

England 27 

Karlsruhe 27 

Liege 24 

Mainz , 25 

Maulbronn 28 

Munich 32 

Paris 28 

Philadelphia!!!.'!!!!!*.!!!;!!;; 242 

Providence 240 

Stuttgart 25 

Vienna 26 

Washington 241, 252 

Wiesbaden 52 

Siphons. 

Breslau , 55 

Danzig 53 

Wiesbaden 52 

Snowplow 193 

Sprinklers 190. 266 

Sweepers, street 192, 258, 

260, 261, 262, 263, 264, 265 
Tanks, flushing. 

American 78 

Boecking, Cuntz, Field 77 

Fruehline 78 

Rhoads- Williams 283 

Rogers-Field 285 

Van Vranken 77 

Tanks, precipitating. 

Dortmund 131, 139 

Essen 138 

FranVfurt 132 

Mueller-Nahnsen 136 

Paije 129 

Petri 156 

Roeckner-Rothe 137 

Tunbridge Wells 131 

Wiesbaden 135 

Trap. 

Gerhard baU 83 

Valve, air. 

Munich 81 
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